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BRIEFLY TOLD. 
— 

THE RHopE IsLAND Gas GrRaB.—In our item columns will be found 
the latest news that we have respecting the attempt of certain capitalists 
to levy on the capital invested in the Gas Companies at Providence and 
Pawtucket, and interesting reading it will undoubtedly make. Itis with 
satisfaction we note that the local authorities, who are ignored completely 
in the measure now under consideration in the Legislature, are disposed 
to resent not only the slightthus put upon them, but seem moved by the 
further impulse to protect the property that contributes so much to the 
comfort and convenience of the citizens. This is as it should be; and 
while we are not of the opinion that the Rhode Island Legislature or its 
chief executive officer—Governor Ladd—will authorize the grab in the 
consent of the State, we nevertheless believe that vigilance in watching 
the doings of the schemers will be necessary to defeat them. Another 
lesson that this attempt teaches is the absolute necessity that exists for 
the enactment of laws placing the gas business under the control of 
State Commissions. 





Scant Justice.—In 1886 the authorities of Toronto entered into a 
public lighting agreement with the Consumers Gas Company, of that 
city, under which the latter was authorized to carry out an improved 
system of street lighting by gas, at a certain figure, the contract to last 
for 5 years, or until Jan. 1, 1891. In order to fully carry out the com- 
pact the Gas Company invested large amounts of money in lanterns and 
burners—the Lambeth type was most largely favored—and the expend- 
iture on that account was supplemented by an investment of something 
over $100,000 in new mains, which were put down in streets that were 
ordered lighted by the authorities, but in which the Company had not 
theretofore distributed gas. The service was fully up to the contract, 
but meanwhile the authorities became enamored of electric light, and 
taking advantage of a strained and peculiar construction of a clause in 
the contract with the Gas Company, it was not long before the latter 
was ordered to make wholesale discontinuance of its public gas lamps 
and lighting. So great had this drain become that Manager Pearson, of 
the Company, finally appealed tothe authorities, and in a well-tempered 
argument showed that 279 ordinary and 106 Lambeth lamps (costing but 
$13,454.50 per. annum to maintain) had been discontinued, while the 
electric lights substituted cost $19,764.03 per annum. As it was proposed 
to still further decrease the gas service, Mr. Pearson appealed to the au- 
thorities to stay their hands until the gas contract had expired. It was 
finally determined not to further decrease the number of gas lamps in ure 
until the expiration of the contract ; and we presume the Gas Company 
ought to consider itself fortunate in obtaining even this scant measure — 
of favor. 





Hints From ALTON, Itts.—When Mr. William Tracy took chavge 
some months ago of the works of the Alton (Ills.) Gas and Electric 
Light Company, we had occasion to remark that he was sure to make 
his individuality felt in directing the affairs of the Company. Now that 
the several plant improvements have been completed, or at least have 
been so far advanced that advantage may be taken of the same in carry- 
ing on the business, we are treated to the following notice, published by 
Secretary and Superintendent Tracy, under authority of President 





Campbell : 
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‘Commencing May Ist, the price of gas will be $2.50 per 1,000 cubic 
feet. If bills are paid on or before the 6th day of the month, a discount 
of 50 cents per 1,000 feet will be allowed, making the net price $2. An 
additional discount will be allowea large consumers, as follows : 


Monthly Consumption. Discount. Net Rate. 

5,000 to 10,000........ 5 per cent......... $1.90 
10,000 to 15,000........ 10 ree ee eer 1.80 
15,000 to 20,000........ 15 ae ie ae 1.70 
20,000 to 25,000........ 20 AP a 1.60 
25,000 to 30,000........ 25 aero 1.50 
30,000 and over........ 30 FP i a or met 1.40 


‘All consumers using gas stoves for cooking purposes during months 
of May, June, July, August, September and October, will be allowed a 
discount of $1 per 1,000 feet, if bills are paid on or before the 6th day of 
the month. With this very low price of gas in the city of Alton, we 
look for a liberal patronage.” Of course there is no reason to doubt that 
this liberal policy will be well rewarded by the people of Alton in a 
largely increased use of gas by them. This is the second reduction in 
gas rates at Alton in the last two years, and it should be remembered 
that the Company 1s in no wise exposed to competition of any sort, since 
its proprietors are also in full control of the electric light supply of the 
city. In his letter to us on the subject, Supt. Tracy says that the con- 
sumption of gas is steadily increasing. He has orders on his books for 
the placing of 22 gas stoves in this month, which is a rather remarkable 
showing when it is remembered that the total number of stoves hitherto 
disposed of to users in the city was only 37. Our go-ahead Superintend- 
ent is now of the opinion that Alton will have 125 stoves in use by Sep- 
tember ist. This may only be a small straw in the direction of indicating 
the increasing popularity of gaseous fuel; but such are nevertheless quite 
as potent in proving the drift of sentiment as are the ‘‘larger sizes.” 

UnirormM THEM.—We do not suppose that there is much room for 
argument over the proposition that the employees of a gas company whose 
duties call upon them to enter the houses of consumers should be uni- 
formed. The last example we have of the necessity for this is reported 
from Baltimore, where an enterprising thief has, under the guise of a 
gas inspector, been robbing the houses to which he gained entrance. 
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Practical Hints on Purification with Lime. 
—= 


By FREDERIC EGNER. 


Having received a number of inquiries from brother gas men asking 
if the writer could explain the reason why the amount of gas purified to 
the bushel of lime used was, for a time, greatly reduced at their works, 
without any apparent cause therefor, he thought the following item of 
personal experience would perhaps be interesting to the readers of the 
JOURNAL. In each case the statement was made that the same kind of 
coal that had been used for years past was used then ; and so it was with 
the lime, and even the men employed who handled the material ; and 
yet the number of cubic feet of gas purified to the bushel was all at once 
reduced to less than one-half the usual average. The apparatus and 
method of operation would be described, and, so far as one could judge 
from that, everything was as it ought to be ; yet still the fact remained 
that where perhaps 20 and more thousand cubic feet of gas were puri 
tied before to each bushel of 80 pounds of stone lime used, now not over 
one-half of that amount could be passed through the boxes when a 
change would have’to be made. 

In view of the above statements the writer was puzzled to account for 
this state of things for a time until the same happened at the works of 
which he had charge. It was in December, some years ago, when we 
had our first experience of the kind mentioned. All at oncethe purifiers 
had to be changed more frequently than the increased quantity of gas 
made warranted ; and with each day the matter became worse, until we 
investigated thoroughly, and found the cause. We were using the same 
kind of coal—yes, even from the same pile—which we had previously 
used when purifying 22,000 to 25,000 cubic feet of gas to the bushel of 
unslaked lime. The lime was fully as good as at any time before; and 
the men who did the work were the same, and were known to be faith- 
ful, hard-working men. And while the trouble lasted these men worked 
much harder than ever, but for all that we had to employ nearly double 
the force, and certainly had to buy more than double the amount of 
lime. 

Samples of the lime were carefully analyzed, and found very good, 
before using ; the lime was examined after it was prepared for the boxes 





and found to be apparently jut right ; the foreman of the purifiers as- 
sured us that he was doing everything as he had always done it, and 
there was no reason to doult his honesty, as he and his men worked 
much harder than ever before. But the fact remained that the results 
grew no better, but worse, 8. the season advanced. So at last we re- 
solved to remain in the purifying house for a time with the men, to see 
if after all the fault was not there, as nothing could be found wrong 
elsewhere which could cause the trouble. We did not have to stay 
long. Within less than half a minute after seeing the men slake the 
lime we knew where the trouble was, and applied the rem dy at once. 

The manner of preparing our lime used to be as follows: A bed of 
lime containing about 50 bushels was made on the floor something like 
bricklayers make their mertar beds. The unslaked lime was spread in 
a thin layer, not over 4 to!/inches deep, and then nearly the whole quan- 
tity of water needed was poured over the lime by means of a large hose 
and some barrels which kad been previously filled. As the lime slaked 
it was turned over, by means of long-pronged rakes made for the pur- 
pose. After having bem well slaked, about one-tenth of its bulk of 
screened coke breeze was added, and the whole thoroughly mixed and 
moistened, until if a handful were taken and tightly squeezed it would 
stick together and show the imprint of the fingers ; and thus prepared 
we would purify on an average over 22,000 cubic feet of gas to the 
bushel (80 lbs.) of unslaked stone lime, when using Pittsburgh coal. 
This was a somewhat tedious process of preparing lime, but it paid for 
the trouble. 

Now, as the season advanced, our foreman, hoping to keep up with 
the increased demand without employing additional labor, made some 
improvements, as he believed, in the process of slaking lime. He would 
spread a hundred or more bushels on the floor in layers 8 to 10 inches 
deep. Then he would turn the big hose on the lot, and when the top of 
it was about the consistency of stiff mush he would have a man go over 
the bed with a small hose, at the end of which was a half-inch pipe, and 
with that he would prod around the pile, sticking it—with the water 
turned on—to the bottom at short intervals.;. Then he would spread the 
coke breeze as before and mix it all. 

When mixed, thelime appeared to be all right, the same as when 
slaked properly ; but it was nothing of the kind. The lime was more 
than half destroyed by the above described method. True, the man 
could slake treble the quantity of lime with the same labor, but: it was 
misdirected Jabor,well intended on the part of the foreman, but ruinous 
as to results, as has been shown. Within two days after stopping the 
above ‘‘improved method,” and insisting on the old way, we had our 
old results back, greatly to our good foreman’s surprise, who could not 
see before any difference between his new way and our old way of slak- 
ing lime. But the results did not convince him, as they would almost 
anybody who may be similarly troubled, for a few years afterwards he 
repeated his experiment, with the same effect as before. But he was 
quickly found out, and we shall have no more trouble that way. 

We had blamed wet coal, defective center seal, water gus made in con- 
nection with coal gas, possible furnace gases drawn in perhaps by -un- 
ning exhauster too fast—everything we could think of—with the falling 
off in our purification ; but here it was, simply the improper slaking of 
the lime ; but for all that it needs the frequent care of the Superintend- 
ent to insure the best results, like everything else connected with the 
manufacture and distribution of gas. 








The Market for Gas Securities. 
ncaa 

During the week, some improvement was manifested in the dealings 
in city gas shares, and Consolidated was in demand at something over 
last week’s quotations. Transactions at close of week were done at 96} 
to 97, with the tone all in favor of still better figures. Mutual is higher, 
and Equitable shows no change of moment. Chicago Trust is at 453— 
ex-dividend, the payment of which may cause serious trouble. Balti- 
more Consolidated is unsettled, but it would seem as though the worst 
had been reached. Providence and Pawtucket (R. I.) shares have not 
been greatly disturbed over the appearance of the Wakefield Manufac- 
turing Company as a possible competitor in the gas supply of those 
cities; and Wilmington shares hold their own, although Engineer 
Conde is out with a notice that the Oxyhydrogen Gas Company, of 
Wilmington, Del., is ready to take applications for services for intend- 
ing consumers, the gas to be laid on next fall. This notice is intended 
as a stock argument—in other words, that the owners of the old 
Wilmington Company had better sell out. Why they should, we 
fail to see. They can hold their own easily in any contest that may 
arise. 
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{OFFIcIaL REPORT.—REVISED BY THE SECRETARY—CONTINUED FROM 
PAGE 433.] 
SIXTH ANNUAL MEETING, OHIO GAS LIGHT ASSO- 
CIATION. 
i 


HELD at THE Boopy Houss, TOLEDO, OHIO, MARCH 19 AND 20, 1890. 


First Day—MARCH 19—MORNING SESSION. 
The President then read the following address : 


PRESIDENT’S ADDRESS. 


Gentlemen of the Ohio Gas Light Association :—A year ago we ad- 
journed our last session at the beautiful interior town of Mansfield. 
Your action at that meeting charged me with the duty of presiding at 
this. How wisely you bestowed your compliment remains to be seen. 
Personally I was then, and am now, fully conscious that you might 
have made a better selection, but with renewed thanks for your compli- 
ment, and the hope that your leniency for shortcomings will not be 
entirely withheld, permit me to extend you a hearty greeting and 
welcome to this our Sixth Annual Meeting in this thriving city of our 
Northwestern border. A year is not a long time, and relatively to 
most of us it doubtless seems short, yet is ample and sufficient to work 
important changes for us, either for weal or woe. What greater change 
than the sleep that knows no waking for those who go and also for 
some that remain? Man, as a gregarious animal, numbers among his 
keenest pleasures that of greeting the returning friend, and sorrows 
without comfort at the final parting. As an Association we mourn no 
break in our numbers, and have cause to thank a beneficent Providence 
that the year has been thus kind to us. But as part of a fraternity may 
we not properly pause a moment here and be reminded that death seeks 
a shining mark, when we recall such names as King, Cushing, Forstall, 
Parrish and Button? Their names were not on our roll, but all were 
able, and more than ordinarily bright lights in the fraternity that we 
call ours. They were well and favorably known to most of us, and 
perhaps between all uf them and individuals of our membership existed 
ties of attachment of more than ordinary tenderness. May we not 
appropriately pause and bow the head in silent communion with our 
own thought, remembering with thankfulness that we are not called to 
make official record of our own departed? May this opening and 
coming year be as kind in this regard to us as an Association as the one 
just closed has been. As an Association representing the interests of 
companies whose industry is not without competition, and whose en- 
vironments are necessarily exceedingly various and constantly chang- 
ing, may we not on the whole be satisfied with the results of the past 
year, and take courage for the future in view of the present outlook ? 
If we may judge from many individual reports, and from the sentiment 
voiced by our technical journals, most companies are rejoicing in an 
increased output of their main product, and those who have steadfastly 
pinned their faith to the straight coal process are comforted by a marked 
advance in the value of residuals; all of which tends to reassure in- 
vestors in gas undertakings. Of our modern industries, some are tribu- 
tary and some are fundamental. The former having served a tempo- 
rary purpose, pass out of use and are forgotten. The latter are perhaps 
variously modified according to exigencies that may arise, but in a 
general way remain as factors of our civilization, and we tersely speak 
of them as having come to stay. Steam and gas seem to be permanent 
examples of the latter, coming into practical use and being developed 
on somewhat the same general lines; there have been times in the past 
when the future usefulness of both seemed to be menaced, and the faith 
of those most interested rudely shaken. That both have thus far stood 
the test of practicability goes without saying. 

Concerning the gas industry and the immense investments involved, 
the discovery of petroleum, and the economical conversion of me- 
chanical power into electric currrents with their phenomenally rapid 


application to practical uses, seemed so to menace the future of gas that } 


the observant looked on with bated breath, while timid gas men 
whistled to preserve their courage. Particularly was this true in the 
early eighties. An interview about that time with an eminent electri- 
cian and inventor, familiarly known as the ‘‘ Wizard of Menlo Park,” 
is still fresh in memory. The relative possibilities and probabilities of 
gas and electricity in the field of artificial illumination were discussed at 


length. Among his concluding remarks the man of electricity said, 


half reflectively, and with manifest candor, ‘‘Oh, yes, we shall doubt- 
less let you down easy.” This was about ten years ago; to-day, as then, 
we hear what is to be, and this is natural and in entire accord with that 
worthy ambition that constantly strives for something better, and with- 


gress of this progressive age. Our own industry, that industry in the 
interests of which we are gathered to-day, has been builded in the past 
and will be developed in the future upon these ‘same general lines. 
Startling or sensational developments we should not expect, however 
wonderful or incomprehensible the process submitted for our inspection 
or investment may appear. But, on the other hand, we may reason- 
ably look for advantage when scientific demonstration and practical 
accuracy unite to complete a process. In so far as intelligent and per- 
sistent industry obtain in the conduct of our affairs, so will the measure 
of success be. Looking backward over short periods of time, long 
strides of progress are not manifest, but over several short periods, 
aggregating say twenty years, the difference between then and now is 
very marked. Measured by the crucial comparisons of dollars and 
cents, the relation is very nearly as one to three ; and so accustomed has 
the consumer become to frequent and considerable reductions that he 
continues to ask with the utmost assurance ‘‘ When will the price of gas 
be reduced ?” 

It is significant of the general faith in the future of gas that so much 
capital is being invested in dependent industries, the managers of 
which, in their zeal for their specialties, are becoming most potent influ- 
ences in the matter of educating the public to a higher appreciation of 
the possibilities of gas. But while the modern idea of combustion is 
in striking contrast with the phlogistic theories of a past age, the practiced 
application of the principles of combustion that we make is even more 
discreditable to our time, and the more especially since it is so well 
understood that the gaseous form is essential to combustion. It is com- 
forting, however, to note that the industries above referred to, such as 
the manufacture of stoves, engines, regenerative lamps and various 
heating appliances, are being conducted with increasing recognition of 
the principles involved in combustion, and that the near future 
promises such increased efficiency as will materially hasten the day of 
cheaper gas, the millenium alike of the manufacturer and the con- 
sumer, ; 

And this suggests the reflection that intelligent use on the consumer's 
part is more or less a factor in the solution of that problem. And 
further, the increasing and multiplied forms of devices for using gas 
make this a constantly increasing necessity, not that they are complex 
or difficult to manage, but to turn the key and strike a match is the be- 
ginning and end of all law in this regard with the average consumer. 

And since gas from being a luxury has become a necessity, and the 
manufacturer and consumer from being more or less indifferent, if not 
actually hostile to each other, have come to the attitude of mutual 
citizenship, it would seem that this advance toward cheaper gas should 
be easily made. Or, to put the case a little differently, has the manu- 
facturer performed his part fully when he contents himself with furnish- 
ing a good article? May he not go further in the interest of the com- 
pany he represents and its patrons and dispense information that may 
not so readily be obtained from any other source ? 

In the March issueof a New York paper, under the head of ‘‘ Gas Fuel,” 
appears three columns of such valuable matter in this direction that | 
feel justified in calling your attention to it, although all present may 
have already carefully perused it. So much has been written within a 
few years past upon the subject of gas fuel, and especially since the ex- 
tensive development and use of natural gas, that it seems almost super- 
fluous to add anything here, and more particularly as we are promised 
a paper, entitled ‘‘ Another Year with Fuel Gas,” from Mr. C. H. Evans, 
and which will doubtless give us his practical experience. I had also 
hoped we might hear from Mr. Wood, some account of his experience 
with the Loomis system in Sandusky ; but perhaps we look to St. Louis 
with the more eager expectation. That situation then seems exception- 
ally favorable, and the hands of our own McMillin will steady the 
helm. Referring to the other papers on our list, I learn with regret that 
we shall not hear from Mr. Bate on ‘‘ Theory and Practice in Gas Man- 
agement,” and that he may not even be with us on account of sickness. 

Opinions vary greatly, especially among those without practical ex- 
perience, as to the advisability of gas companies engaging in electric 
lighting. That such combination is sometimes justified there is no 
doubt, and perhaps more especially so in the small town where there is 
a demand for both lights, but for either separately a limited one. Mr. 
Bower’s practical experience will surely interest all of us. 

‘‘Graduated Versus Uniform Rates” is certainly not a new question 
for gas men to consider, but the chair ventures the suggestion that when 
Mr. Faben gets through with his paper new opinions are more than 
likely to have been formulated. Those of us who have read ‘‘ Looking 
Backward,” by Edward Bellamy, may have encountered difficulties 
with the thought that it should be possible for a sane man to clothe the 





out which there would be no advancing civilization, none of the pro- 


government with such extraordinary powers, but whatever view Mr. 
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Wilkiemeyer presents in connection with ‘‘ Municipal Control of Light- 
ing” will command respect, whether all agree with him or not. 

The lighting of streets is so important a part of the public service, 
whether by gas or electricy, that- Mr. Hedges’ ‘* Statistics” may be ex- 
pected to constitute a valuable addition to the literature of our meeting. 
That no two gas companies deliver their output under precisely the 
same conditions goes without saying, and to hear the ‘‘ Advantages of 
a Combined Coal and Water Gas Plant,” from a practical standpoint, 
as Mr. Light will present it, will undoubtedly interest all present. If 
Mr. Hyde's paper, ‘‘ Our New Coal Gas Works,” is as creditable to his 
literary ability as the works themselves are to his engineering skill, we 
are assured a literary treat. In addition to the papers thus briefly 
alluded to we have eleven questions published, all of which are inter 
esting and of practical importance ; so much so that it would seem that 
there should be no lack of interest so far as the literary programme is 
concerned, and the success of the meeting thoroughly assured. Many 
points of interest suggest themselves for presentation here, but with a 
feeling that the opinions of those who have prepared subjects for your 
consideration should by no possibility be forstalled, my remarks should 
be as clearly as may be apart from those likely to be presented by others. 
Again, most technical questions are very fully discussed in our journals 
from time to time and may not profitably be reviewed here. There are, 
however, some matters of interest to us as an Association, and possibly a 
few thoughts of general interest that may properly be presented by the 
Chair. A Legislative Committee was appointed at Mansfield, which 
seems an important one. When the members for this year are ap- 
pointed, as an insurance of their usefulness, I beg to suggest that both 
their duties and powers be clearly defined. 

The question as to whether under the present statutes gas companies 
can by vote of their stockholders amend their charters so as to enable 
them legally to engage in the manufacture of electric light, is one of 
great importance. I am credibly informed that the Attorney General 
has decided this question adversely, and for the reason that such amend- 
ment would be a substantial change from the original purpose of their 
organization. The correctness or validity of this decision, if it be such, 
might easily be tested by mandamus proceedings which it is believed 
would involve no great amount of expense. The other alternative 
involves incorporation under a new charter, and I believe has been the 
course of more than one company during the past year. That there is 
a growing sentiment particularly among legislators favoring the exer- 
cise of municipal control, not only as to street railway and water com- 
panies, but gas companies as well, seems an undoubted fact. That such 
control, so far as we know it in the United States, has not been in the 
past, and is not now, conducive to the furnishing of cheap gas to the 
consumer, history clearly proves. This and the fact that some sections 
of our State laws bearing on the business of gas companies are at vari- 
ance with each other, would seem to justify an effort on the part of our 
companies and this Association to secure needed amendments or change. 
That this Association has been a factor of benefit to the gas interests of 
Ohio and territory outside of our borders none will deny. 

There are 78 gas companies in the State aside from those using 
natural gas exclusively. Twenty-eight of these are, as yet, unrepre- 
sented in this Association. Our Secretary has sent yearly invitations 
and circulars since our organization. Although a baby Association, we 
are a lusty little chap, but nevertheless need and ought to have the help 
of the 28. On the other hand, if united with us, they would derive 
benefits many times the value of their cost; and I respectfully urge the 
members present to come up to the help of the Secretary and assist in 
bringing these outsiders into the fold. 

And while in the invitation business, let me say, in a whisper, that 
there are also a small number who are identified with us by member- 
ship in our Association, but who never attend its meetings. To such I 
say, come up and help to receive and impart the mutual benefits to be 
derived from our Association, not the least of which are those that come 
by the mere fact of our coming together. , 

Not long since every gas company was a finished and completed 
thing in itself, and so far as the outside world was concerned was liter- 
ally and metaphorically fenced in. Mystery and reserve their govern- 
ing characteristics, they weré alike unapproachable by consumers and 
reserved to each other. That such barbarism of the quite recent past 
has given place to the intelligent, enlightened, and vastly more profit- 
able relations of the present, by virtue of the organization and successful 
maintenance of gas associations, may be stwutly averred and success- 
fully maintained. A volume might be written and the story of their 
valuable work and influence still remain untold. None should errone- 
ously suppose that that work and influence is confined to the time 

occupied by the annual gathering.. On the contrary, much of the labor 





performed and thought presented in our assemblies, together with 
valuable information and details from various sources, become crystal- 
ized for use in the intervening time. Weemploy and make a pretence 
of paying one man, whose time of service extends through the entire 
year, and to whose earnestness and faithfulness much of the crystaliz- 
ing effect is due. Through him, by correspondence and otherwise, a 
large part of our vitally necessary work is performed. Right here 
pardon me if I step on delicate ground, but when you have carfully 
considered what shall be presented, I trust you will not be moved to 
censoriousness. We are all more or less, and within qualifying limits, 
responsible for the valuable results of our meetings, and but little more 
remotely for the success of this Association, which exerts so potent an 
influence on the gas busiuess itself. As already intimated, the present 
attitude of gas men toward each other is a vast improvement upon that 
of the former times ; but there is still room for more. No man, not 
even a gas man, can live wholly within and unto himself. To the best 
of us comes a time when we seek information, and what we seek we 
should be equally ready to impart. That there should be no office 
secrets it is not intended to assert, but in a general way, if information 
is sought—say as to the conduct of manufacture, or business policy, or 
data bearing thereon, either for local use or as statistics for the general 
good of the fraternity—are not those who neglect or refuse a reasonable 
answer short-sighted, and do they not stand in their own light? Surely 
they have everything to gain and nothing to lose by being freely com- 
municative in such cases. It is a matter of regret that there is here and 
there one, partly buried in the forgotten past, that seems to think other- 
wise. It is believed, however, that such are not good gas men. From 
year to year our Secretary requests papers for our meetings, commenc- 
ing a goodly time in advance, but generally the burden of anxiety upon 
that score is not removed until the very near approach of the meeting 
itself. Excuses are more plentiful than favorable replies, one has 
bought a farm, another a yoke of oxen, while a third must needs take a 
wedding trip And this is not the worst phase of the matter, some 
totally ignore his letters answering neither one way or another. Such 
apathy and indifference reflect upon the courtesy and progressiveness 
of those refusing to respond, and if all were like them would presage ill 
for the future of the gas business in these days of competition. I trust 
I have not been simply censorious in these remarks ; if I have been I 
wish to be forgiven. They have been suggested not in the belief that 
they apply generally, or to any considerable portion of our number, 
but somewhat with the thought in mind, that even where they appear 
to apply, it is more because proper recognition is deferred and finally 
forgotten in the press of multiplied duties, and possible neglect of 
system in matters of correspondence. May I add, this is the census 
year, and it is as incumbent upon us to be faithful in imparting such 
facts as deserve permanent record, as it is the duty of those appointed 
for such purpose to record them. You hardly need be reminded that 
the time for the Columbus Fair at Chicago is rapidly approaching, and 
that some responsibility rests on each of us to the end that the gas 
interest be represented there in a manner commensurate with the vast- 
ness of its magnitude. 

In the past, and very generally in the present, the gas business has 
fallen into the hands of, and has been and is being directed by, men 
who have drifted into it by chance or from force of circumstances. 
Bright men for the most part (they never would have been gas men had 
they been otherwise), but nevertheless not especially educated or pre- 
pared for the practical duty of manufacturing and distributing gas. 
Other industries not as important in the magnitude of their financial 
investments, or yet in relation to public necessity, find it important, and 
even necessary for their successful maintenance, that the practical man- 
agement be committed to men of special education, and that of a high 
order. Indeed, the general appreciation of the value of technical edu- 
cation is becoming more manifest every year ; it is even becoming an 
essential part of the public school system. Right here in Toledo is a 
manual training school under the auspices of the Board of Education, 
the privileges of which are open to any pupil having entered the High 
School grade ; and when such pupil graduates, to his usual scholarly 
attainments is added more than a fair knowledge of a half dozen differ- 
ent trades. If in the future gas shall realize the full measure of its pos- 
sibilities, its management must be characterized by a high order of in- 
telligence. This thought is not advanced here as an original idea—or 
more properly as a new idea—but rather to emphasize its importance, 
and stimulate action that shall culminate in something tangible. 

Gentlemen, some apology is doubtless due for the disconnected and 
perhaps somewhat irrelevant character of this presentation. Recent 
sickness in my family, and extraordinary attending cares connected 
therewith, have prevented the bestowal of such thought for the interest 
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of this meeting as would otierwise have been given. It may occur to 
some that the more careful consideration and presentation of the tech- 
nical details pertaining to the practicalities of our industry should have 
been more particularly considered. Personally, I hold the opinion that 
the interest of our meeting is more particularly in the hands of the 
membership. The list of practical papers that we are to have from 
them fully insures success in that direction, and certainly so if we make 
the most of the opportunity that their reading will afford. It has often 
been remarked that cordiality and freedom particularly characterized 
the meetings of the Ohio Association. I sincerely hope that such will 
be the case on this occasion. I have already occupied your time at too 
great length, but feel that you will indulge me in saying that when gen- 
tlemen prepare papers for us, it is fair to presume they do it at some 
personal sacrifice of time and mental labor. Of course we thank them, 
but it is due to them and to ourselves that we make the most of the 
papers. To that end there should be the utmost freedom in discussion. 
Very often it brings to the surfate points necessarily only partly brought 
out in the paper itself. Furthermore, failure in discussion is discourtesy 
to the writer and loss to the meeting at large. The meeting is in your 
hands, and will be a greater or less success as you elect to have it. 
Gentlemen, I thank you for your kind attention. 


On motion of Mr. Printz, a vote of thanks was tendered to the Presi- 
dent, and the address was referred to a committee (Messrs. Printz, 
Gwynn and Wilkiemeyer) to examine and report in regard to the sug- 
gestions contained therein. 

The President—Gentlemen, the next thing on our programme is a 
paper, entitled ‘‘Theory and Practice in Gas Management,” by Mr. 
Bate, of Canton. Mr. Bate will not be present, neither shall we have 
the paper. We have a paper by Mr. Geo. W. Bowers, and as he is not 
present, I would suggest that the paper be read by the Secretary. 

The Secretary then read the paper by Mr. Bowers, which was on the 
subject of— 


COMBINATION OF GAS AND ELECTRIC LIGHTING IN A 
SMALL TOWN. 


This subject must be considered in two lights. To be able to discuss 
the matter thoroughly it will be necessary to take the actual experience 
of the old Hillsboro Gas Light Company and repeat part of its history® 
It may sound as though the present Company is, through its representa- 
tive, throwing reflections upon the citizens of Hillsboro—which is not 
done with any intent—but it is necessary to make the comment so as to 
thoroughly discuss the title of this paper. 

The population of Hillsboro is in the neighborhood of 4,000. The 
Company (in 1875) secured from this corporation a contract for the peri- 
od of 10 years, as follows: Street lighting, $31.50 per post; private con- 
sumption, $4 per 1,000 cu. ft. The cost of plant was $26,000, $6,000 of 
which was a bonded indebtedness. The private consumption at this fig- 
ure, after the first few months of experience by consumers, showed a 
falling off of revenue by the Company, and in the course of time the 
price of gas was reduced to $3 per 1,000 cu. ft., which made a slight in- 
crease each year in the Company’s revenue. 

I am not an advocate of high prices for private consumption, nor was 
the Company, but we had to contend with the following: The people in 
this country have an idea that all gas companies are bloated monopolies, 
and do not take into consideration that companies of small towns that 
have in the neighborhood of three, four, or five thousand inhabitants, 
have not the field to draw from that a city company has, nor do they 
consider that the amount of gas consumed in a small village in one year 
would serve a large city for but aday. And, further, expenses must be 
cut to the lowest point by the people and merchants in places the size of 
Hillsboro, as business in said towns has not been and cannot be placed 
on an average with larger cities. Hence the coal oil factor is a measure 
of economy and a detriment to gas companies. 

It is said: ‘‘ Put the price of gas down and more will be used.” Now 
let us illustrate : We were selling gas at $3 per 1,000; if we put the 
price to $1.50 it would take twice the amount of fuel, etc., to reach the 
amount of income that the Company was receiving under the $3 con- 
tract. This subject was considered by the Company, and the sentiments 
of the people were canvassed, but no result in regard to cutting the price 
was reached. At the expiration of the 10-year contract, the Company 
made a proposition to reduce city lighting to $20 per lamp and private 
consumption to $2 per 1,000 cu. ft., and had a petition signed by the 
largest taxpayers and consumers of gas of the village, requesting the 
Council to make said contract. But, unfortunately, the Council and 
Gas Company locked horns, and this situation continued for the period 

of two months. The Company had $32,000 capital at stake—there being 
an addition to construction account of $6,000, with the bonded indebted- 





ness paid off—and the club of an electric plant hanging over its head, as 
they accepted a contract of two years at $16 per lamp, with the rate of 
$1.50 for private consumption. We were willing to make the test in re- 
gard to increase in consumption at a lower figure, which was half of the 
former contract, and at the expiration of the first year our predictions 
that the amount of gas consumed would not be doubled were fulfilled, 
the same falling short of the figures of the previous year. At this re- 
duced figure, the Company was still made the subject of «omplaint, 
whenever gas bills were presented, as being ‘‘ too expensive,” and ‘that 
the Company were robbers,” etc. At the expiration of this contract the 
electric question was brought up again, nothought being given the local 
Gas Company s interest or investment at stake, as no contract could be 
reached by them with the city. 

This state of affairs brought the Company around to investigate the 
matter of public arc lighting, with the incandescent for private use. In 
anticipation of supplying both gas and electricity the subject came up 
‘*What would become of the gas interests?” Lighting the streets by 
electricity would cause a loss to the gas revenue. Would the increased 
price of arc lighting overcome the gas loss, take care of the running ex- 
penses, interest, etc., and make a profit for the Company? In our figur- 
ing we found that are lighting for the streets at the low price of $10 per 
light per year, and gas, used at private consumption, at $1.50 per 1,000 
(taking the total amount of gas used the last year of the $1.50 contract) 
that the Company would come out even, not makinga penny. If we 
undertook this addition our only salvation was in the use of incandes- 
cent lights for private use, as the only expense attached to this part of 
the works would be the increase of fuel, the Company having necessary 
steam power and employees. This, for a certain number of lights, 
would allow us each year to pay a small dividend after setting aside an 
amount towards the cost of electric plant. We decided to try the ex- 
periment, and on the 22d of last March (1889) 60 are lights were turned 
on in the village. We have not had experience with the incandescent 
light as yet, the same not having been putin. The past year corrobor- 
ates our statement that without the incandescent lights we would not be 
able to make a penny, as we have not. Now, I hear you say if we put 
in the incandescent light it will make a deficit in our private gas con- 
sumption. That is true, but with our facilities we can make incandes- 
cent lights cheaper than gas, and by utilizing employees in the gas 
plant with the electrical works, the amountof gas manufactured is only 
averaging the regular cost of production. If you could supplant all gas 
consumption with incandescent light at a set price per month, it would 
be better to do so; as, for the same amount of revenue you would re- 
ceive from gas, your profits would be larger, and you would have your 
gas plant for fuel purposes at a cheaper rate toconsumers and acheaper 
process of manufacture. 

Now, then, why have we let the past year go by without the addition 
of incandescent lights? Here we must look at this question in two 
lights. What is the nature of your citizens in the locality in which you 
reside? Are they progressive, or does the same state of affairs exist with 
you that we have with us—the people being conservative? If they are 
a wide-awake, liberal, pushing class, and have improvements in their 
locality at heart, the combination of gas and electricity will bea success, 
but if they are of a conservative order, you will know not what obsta- 
cles you will have to surmount, orat what time your investment will be 
putin jeopardy. We have failed to put in incandescent lights for the 
reason that we have been unable to secure a certain number of lights 
(200) at a rental of 75 cents per month (lights to burn from early candle 
light to 1 o’clock at night). We may be asked ‘‘ Why don’t you sell it 
by meter measure?” I will here give an illustiation and then await 
your verdict. We were called upon by three citizens some time ago to 
extend our mains on a certain street. Not being compelled to make ex- 
tension unless the number of 5 consumers could be obtained, and yet 
feeling inclined to accede, we stated to the gentlemen that if the city 
would take three lamp posts we would comply with their request. This 
the city agreed to do at $16 per lamp rental. We made our extension at 
the cost of $350, received 14 year revenue from the city, while the rev- 
enue from the three consumers is as follows : 

The first consumer has been using gas constantly at an average of 
$1.05 per month; the second never put gas in his residence, and the 
third consumed 15 cents in gas the last year. Now, gentlemen, here we 
are; what can you say? I claim that with 400 incandescent lights at a 
rental of 75 cents per month, contracted for, 1t would be an inducement 
for any company to install said plant ; but no company under the sun 
wants to make an outlay under existing circumstances as given. We 
have our plant and must make the addition of incandescent light, and 
work up to a certain subscribed number of lights. We anticipate mak- 
ing this addition in April. Our rental to this city for public lighting is 
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the cheapest of any lights that I know of, taking in comparison the pop- 
ulation we have with other places. We receive $70 per lamp for 63 
lamps, and are required to burn each and every night in the year with 
the exception of (when it is moonlight) after midnight we are allowed to 
shut down. This gives us on an average of eight half nights in each month 
that ve do notrun. In addition to this we have to furnish gas lighting 
‘for the city buildings free of cost. I advocate that a corporation should 
te liberal in its contract with gas or electric light companies for public 
lighting, and the benefit given to consumers in cheap rates. 

Now, to a brief history of our electric plant: The first important step 
we made upon the introduction of the electric light in connection with 
our gas plant was the attempt to thoroughly post ourselves as to the 
state of the art in other places in visiting other successfully operating 
plants. We started out with the general proposition that the best was 
none too good for us. We selected the Thomson-Houston system, with 
the Ball engine, and after operating the plant one year we have as yet 
to regret our selection, and have won the honorable mention of prob- 
ably having one of the best, if not the very best, lights in the country. 

Our city was formerly lighted with 170 gas and gasoline lamps of 16- 
candle power, making 2,720-candle power per night. We have now 63 
2,000-candle power arc lamps, making 126,000-candle power per night. 

We make it a point to reduce the number of employees and tried to 
get first-class labor. Todo so we found it practical to secure an engi- 
neer and electrician in one person. Our labor includes one engineer 
and one trimmer, and we utilize the night stoker in gas plant as fireman 
for the electric plant. His duties are not excessive, and as soon as we 
get our automatic stoker in operation his duties will be comparatively 
light. 

The claims made for the Ball engine were 4 lbs. coal per horse power 
per hour. Our first statement upon first starting was : 


34 lbs. coal per horse power per hour. 
4 lbs. coke 24 - - 
2,°4; lbs., 4 coke and 4 Jackson slack. 


This estimate does not include steam raising. We have lost two hours 
time with engine, and two nights’ run with one of ourdynamos. We 
have found that it is necessary to furnish 1-horse power for each 2,000- 
candle power light, and possibly our system may be slightly in excess of 
other systems as to close power economy ; but its great reliability and 
excellent operating success more than compensates for this slight loss of 
power. We use the St. Louis hydraulic }-inch carbons, and can count 
upon 9 to 94 hours in each carbon. Have had no accidents. 

Now, as to the future: We are here and in good shape, with anticipa- 
tions that our community will take hold of incandescent lighting, to no 
disadvantage to our private gas consumption ; as it is known the coun- 
try over that where one place of business is well lighted the next door 
neighbor must have a better light, either with gas or electricity, and thus 
we hope to increase either one or the other of our modes of lighting. 

In regard to the people of smaller towns, it generally takes some time 
to get them interested in any matter of this kind ; but we intend to treat 
them liberally, and hope by next year to give a successful account of a 
paying investment of the arc and incandescent addition to gas which 
makes a success of ‘‘Combination of Gas and Electricity in a Small 


Town.” 
Discussion. 


The President—Gentlemen, this paper is, I may say, a matter of inter- 
est to all of us—perhaps of more interest to some than to others. As the 
author is not present, there may be a little inconvenience in discussing 
it, but I trust that all will discuss the paper with the utmost freedom: 

Mr. Penn—I have had some experience with a combination of gas and 
electricity in the little town of Washington Court House. Our popula- 
tion is about twice that of Hillsboro. I do not know I can say anything 
that will add to what Mr. Bowers has said, but in regard tu incandescent 
lighting, especially at the prices they have agreed to furnish it at in 
Hillsboro, I will say this: Our citizens come at me in this way—we get 
$80 for a 1,200-candle power arc lamp, whi.e they only get $70 for a 
2,000-candle power lamp—and say, ‘‘ Why don’t you furnish it as cheap 
as Hillsboro?” I say, ‘‘ We don’t have to.” In Hillsboro some of the 
parent companies came in, got hold of the Council and treated them 
nicely, nicer than our gas men can afford to do, got up a fight for a 
franchise, and forced the Gas Company into buying an electric light 
plant at an unreasonable price. I thought, when that paper was being 
read, if there was not some way by which this Association could come 
to the assistance of the small gas companies when these parent compan- 
ies come in and force them into buying a plant. They could certainly 
give them some assistance in the way of advice, if nothing more. We 
were more fortunately situated than they were in Hillsboro, When we 





took hold of the matter I got our contract to run to’95. We putin an 
electric light plant simply because the people wanted it, and it was going 
to come anyhow. Another thing, we were enterprising. We wanted 
the town to boom, and we concluded to put in an electric light plant. 
Our gas plant was about up to its limits—it is a small works, with only 
4-inch connections—and we felt that we had gone so far that we would 
either have to put in a larger gas plant or add an electric one. Taking 
all these things into consideration, we thought it advisable to put in 
electric light. We finished our addition last month when we put in a 
second machine. Of course I can’t give any data as to what we are 
making. I made a rough estimate of what coke was required—I am us- 
ing coke altogether—and I think it is as cheap, or cheaper than coal. My 
impression is that we will make a very good percentage on our invest- 
ment; but, on the other hand, on the gas part of it, I find we are a little 
bit short. It is going to ‘‘ hustle ” us, as the saying is, to keep up the im- 
provements for the gas required. Now we have a demand for an exten- 
sion of mains. That thing is staring us in the face, and we are not get- 
ting anything from the city to amount to anything (only about $1,000 a 
year), and, of course, that is not going to give us much revenue from the 
city contract. The private consumption will hardly pay all the running 
expenses and give us surplus enough to enable us to extend our mains as 
they should be. Now, of course, as has been stated before, the electric light 
no doubt increases the demand for gas light, and itisabenefitthat way. I 
can state several cases in our town where parties who were using oil saw, as 
soon as we got electric lighting in, that there was such a contrast be- 
tween it and oil that it made them sick to look at their light, and they 
ordered either electric light or gas. I have one case in mind where a 
bookstore was equipped with electric light. The next store was a boot 
and shoe store, the proprietor of which was a very close man, who 
watched dollars and cents very closely. I had been at him nearly two 
years to put in gas, but he adhered to the use of oil. He said gas was 
too expensive and he couldn't stand it ; but as soon as the bookstore put 
in electric light, he came to me voluntarily and said he wanted me to 
put gas in his store. I did so, and he isa good customer. In several 
places where we put arc lights in the stores they have abandoned oil 
altogether. Another place in point was a clothing store, in a long 
deep room, with low ceiling—a very dark place; they used oil, all ex- 
cept the two front windows. Of course they wanted the people to know 
that they burned gas there. Their gas bill didn't amount to anything. 
I would a good deal rather have had their meter than to have had their 
trade. I put in arc lighting there and they said ‘‘ Oil don’t look well 
beside electric light, and we would like you to fix up gas burners for 
us.” Now, next door there was a tailoring establishment, and, by-the- 
way, the proprietor is one of the stockholders in theGasCompany. He 
put in are light. He was always a little bit on the kicking order about 
his gas bill—thought he didn’t get enough gas for the amount of money, 
although he was a stockholder. I noticed since putting in the are light 
that he burns two jets in the window and one back at the desk. I in- 
tended to have brought a paper showing comparisons in the case of 
these parties, but in my hurry at starting off left it. I could show you 
the names and the amount of gas used before they put in electric light, 
and the amount used since. Of course there are exceptions. This 
book store that I spoke about don’t use any gas at all. They have a 
very high ceiling and one light lights up the whole store, except in the 
holidays, when they light the back part of the store with gas. We keep 
meters in all these places and give them the reyular rate, whether they 
use little or much. 

Mr. Booth—I believe Mr. Penn has gone pretty thoroughly over all 
the ground. He has had a little more experience than I have. We 
went into the electric light business in November, and put in two 35 
light (2,000 candle power) T. & H. machines. We did it as a matter of 
policy. Other parties were making application for a franchise, and our 
contract for lighting the city ran out the first of last May. We decided 
if they came in it would cause a fight, and we determined to put in a 
plant of our own. We induced the Council to give us a franchise 
first—that we should have the first right on the streets. We started 
our plant up about the Ist of December. The first contract was for 36 
arc lights. We get $90 per year for all night lighting, except three 
nights in the month, at full moon, and since they were put up we have 
had an addition of eleven, or a total of 47 lights. We have only seven 
commercial- lights. We have not been soliciting for commercial light 
at all. Of course if any person comes to us and wants a commercial arc 
we put it in. We have been at a loss to know whether it is policy or 
not—whether there is not more money for us in gas than electric Jight- 
ing. I notice where we have put it in has been altogether in saloons. 
Our saloons are perhaps the best consumers we have, consuming from 
5,000 to 15,000 feet a month of gas. They burn gas in addition and we 
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get about the same amount from arc light and gas together that we did 
for the gas. There is very little difference in the amount of their bills. 
The are just takes off about the same proportion of gas as if they had 
burned all gas, and we get about the same money per month from our 
customers that we got before we put in the arc lamp. We can get coal 
pretty cheap down there, and we get $1.20 for gas, net. Of course we 
have not run long enough to determine whether we can make any 
more out of it than we did out of gas. From the city for gas we only 
got $15 per post. Our revenue from that with the number of posts 
we had, amounted to about $2,300 a year, while we get now (with the 
47 lights) $4,200 for the electric light, which I think ought to give us a 
little profit. We started up in November, and we didn’t get anything 
from the city till the 1st of December, when they commenced to pay us 
for the are lights. We started up the 20th of November to run the 
lights, but we only charged for the gas rate to the first of December. 
From the 20th of November I figured to the 1st of January—a month 
and ten days—and we had a little margin in that length of time over the 
cost of running. Of course, that was a fair estimate. Our expenses 
were larger than they would be now. Wehad to get accustomed to the 
business. We are talking some of putting in the incandescent light, be- 
cause the people want it. They have it around there, and our people 
say, ‘‘ Why don’t you put it in? You have a monopoly and you think 
no person will come in, and you won't give us the incandescent light- 
ing.” It has been our object to please our consumers, and, if possible, 
to give them what they want. We expect this summer to put in an in- 
candescent lamp machine, and we think, if we can go over the river to 
Benwood, we can get enough to pay us to put in the plant, as they have 
no gas there. I am satisfied that when they try incandescent lighting 
at the price it is sold at now they will find it more expensive than gas, 
and I expect there will be more ‘‘kicking.” "We have some people of 
that sort, of course, in our town, like they have in other places. I was 
amused at Mr. Peun’s statement about one of the stockholders ‘‘ kicking 
on his bill.” It put me in mind of some of our consumers who act in 
the same way. In regard to incandescent lighting, it is a question with 
us whether it is policy or not to put in a plant. I will say that our con- 
sumption has been greatly increased in the last year—say, by three mil- 
lion feet. Our meter sale to private consumers would run in the 
neighborhood of a little over ten millions. We lost somewhat on ac- 
count of natural gas. A few of them put in the Lungren burner, and 
we have never been able to get them back. They were some of the best 
consumers we had, but they wanted cheaper light. Natural gas is very 
nearly played out. Ina cold day there isn’t enough there, but in the 
warm weather we have a pretty good supply. This winter, being open 
and warm, we have had enough gas for general purposes, except on the 
real cold days when we had to hunt up wood or coal to keep warm. If 
it had been a cold winter I don't think there would be much gas used in 
Bellaire now. Most of the factories there have been thrown out of nat- 
ural gas, although a few of them use it yet. Only two of the glass fac- 
tories I believe use it for melting. It is pretty nearly played out, and I 
understood the other day that the Natural Gas Company in Martin’s 
Ferry had instructed their agent to make no new contracts with new 
consumers, either for lighting or heating purposes, as they thought they 
had about all they could take care of. I would like to hear from some- 
body who has had experience in regard to incandescent lighting, where 
there are gas companies, to give us that experience. 

Mr. Wilkiemeyer—My remarks will be based on the teachings of ob- 
servation, and not experience. At Portsmouth, O., we are entering the 
electric lighting field, and I must confess I feel a decided shakiness 
about the knees. The Directors of the Portsmouth Company placed at 
my disposal a certain amount of money for traveling expenses, etc. 
My instructions were, ‘‘Investigate the different systems of electric 
lighting and steam engines.” One result I have achieved—their money 
[ spent. I studied the different makes of engines, their utility, economy, 
and efficiency ; and when near my journey’s end—as yet not having 
arrived at any satisfactory conclusion—I visited Raleigh, N.C. There 
I found two Otto gas engines, 50-horse power each, speeding three 45- 
light dynamos. I had been told that gas engines would not give the 
steady power necessary ; but the light was steady, and, I thought, super- 
ior to any I had seen in my travels. Incandescent lamps were fed 
from the same circuit, and only by very close observation could I see 
an occasional waver, which would not be taken note of by a person not 
intent upon discovering this defect. Credit should be given this Com- 
pany—as I understand the case—for the enterprise displayed and their 
results. At the time they installed the electrical plant a 50-horse power 
Otto gas engine could not be had in this country. Nothing daunted, 
they imported one from London, England. Each engine is taking but 
17 cubic feet of gas per horse power. At Portsmouth we are following 





the footsteps of Raleigh (N. C.), Spencer (Mass.), and Norwalk (Conn.), 
by utilizing a gas engine—furnishing electric light, and still selling gas 
through the medium of the electric light. I expect. to do this—operate 
7 hours per night, and with the following most liberal figures attain the 
consequent results. Our engine is a 50-horse power Otto gas engine. 
Now, then, supposing it will require 20 cubic feet per hour per horse 
power, we have a consumption of 1,000 cubic feet each hour; for 7 
hours, 7,000 cubic feet. We will need to charge, say, 5 extra retorts, 
taking a total of 1,560 pounds. 








1,560 pounds of coal = 194 bush., at 54 cents............ $1 03 
Cost of labor of charging the 5 retorts ................4. - 85 
NS os dann ou k aan ee ET CR RCT TT Cee $1 38 
We will have returned in residuals— 
9 galls. tar, at 7 cents...... Oe h ha dee aanee ke $0 63 
er 50 
1 13 
Total cost of fuel for the 7 hours’ run ............ $0 25 


That electric lighting plants, to be a commercial success, need most 
careful watching and closest economy is evidenced from the following 
item ; furthermore the market value of stock is its true value. The item 
is from a recent issue of the Cincinnati Enquirer, and reads as follows : 

‘*Novel Auction Sale! Some parties Dumping Electric Light 
Stock, and others Taking it in.—A sale of electric light stocks and 
rights was held at auction yesterday atthe Bodman Tobacco Warehouse 
that attracted considerable attention from the novelties that were offered 
and from a certain story that was in circulation. It was stated that the 
gas companies had suffered from the establishment of electric light 
plants, and now that the former were getting the best of the latter, prob- 
ably by buying them out. It*appears that there is an organization 
called The Ohio Edison Installation Company, so calJed because it has 
the right to install Edison electric light plants in the cities of Ohio. 
Some that it has established had to be sold out. The reason given for 
having the sale at the tobacco warehouse was because so many tobacco 
men were interested. The sales were $74,500 Middletown (Ohio) Elec- 
tric Light Company stock, 6 cents on the dollar ; $10,600 Tiffin (Ohio) 
Electric Illuminating Company stock, at 60 cents on the dollar ; $16,000 
Piqua (Ohio) Electric Illuminating Company stock, at 23 cents on the 
dollar ; and $10,000 Circleville (Ohio) Electric Light Company second 
mortgage bonds, at 154 cents on the dollar. There was offered $8,000 
of the stock of the 'atter Company that is in litigation, but there wasn’ta 
bid on it. 

‘* Besides the sale mentioned the Installation Company sold its entire 
rights in the Middletown Company for $25, in the Piqua Company for 
$35, and in the Tiffin Company for $125. 

‘There were in attendance at the sale Messrs. H. H. Hoffman, Henry 
Worthington, J. Hamilton, E. C. Williams, Judge Harmon, J. O. 
Wiggins, H. R. Morehead, and many others.” 

I happen to know of the experience of Circleville. They made an in- 
vestment in an incandescent electric light plant of $55,000, and it was 
sold at receiver’s sale for $17,000. That seems to be an experience well 
worth looking at by gas companies. At Circleville they are now think- 
ing of putting in an arc plant. The stockholders of the electric light 
company there have control of the Gas Company—I think they paid 
$40,000 for the stock. Now that, with the $55,000 that they have invest- 
ed, makes $95,000. With the arc light coming in there—the town nas a 
population of about 6,000—what are they going to do ? 

Mr. Gwynn—They will go up. 

Mr. Wilkiemeyer—Another thought comes from the reading of Mr. 
Bower's paper. Do not we, as gas men, make a mistake in cutting our 
prices under compulsion? Ought we not to make these prices before we 
are compelled to make them, and thereby gain the friendship of the peo- 
ple we are dealing with? When we fight we don’t want to be beaten— 
neither party wants to be beaten. It creates bad feeling that is very 
hard to overcome, and I think that is where a mistake is made. If we 
economize as much as we can, working hard and doing all that we can 
to please the people, and giving them gas at the lowest price that we can 
possibly give it to them at, the people will not be unreasonable, and they 
will stay with you, and when the electric light company comes in they 
won't get anything from them. The Gas Company, of course, must 
have foresight enough to know that if electric light is wanted in that 
town, they must give it to them ; but if you don’t give it to them, and 
another company comes in there, don’t run. 

Mr. Booth—One remark made by Mr. Wilkiemeyer in regard to the 
cutting of the price of gas I favor very much. Our experience in that 
line was that in 1884 we made a contract with the city to furnish gas at, 
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$1.50 per 1,000, net, to city and private consumers. When natural gas 
came in two years later we voluntarily cut the price to $1, although our 
contract with the city for $1.50 lasted three years longer. When the 
natural gas failed so that it had to be abandoned, we advanced the price 
to $1.20. There was no ‘‘kicking.” We had a contract with them for 
coal gas at $1.50, and they expected to pay $1.50, but instead of that we 
only advanced it 20 per cent. and put it at $1.20. I think it is a good 
plan for a gas company, whenever they find it is necessary to make a 
reduction, to make it without being forced, and thus get into the good 
graces of the consumers who won’t think you are trying to take advant- 
age of them all the time. I think it is a good plan to do things without 
being compelled to do them. 

A vote of thanks was passed to Mr. Bowers for his paper. 

The meeting then adjourned until 2 o’clock P.M. 


First Day—AFTERNOON SESSION. 


The Secretary—We have a telegram from Mr. J. M. Bate, who was to 
have read a paper here on ‘‘Theory and Practice in Gas Management,” 
but who is unable to be present. His telegram reads as follows: 

‘Comrades of the Ohio Association :—Theory in gas management isa 
delusion. It is all hard practice. I am proving it by trying to engineer 
a gas lighting contract against an electric and gasoline combination. If 
any of you know how to pray, make a silent petition for me in thistime 
of woe. Am sorry not to meet with you, but my spirit is there. Wish- 
ing you a successful meeting and a good time, I am yours, fraternally— 
John M. Bate.” 

We also have a telegram from Capt. Wm. Henry White, of New 
York, as follows: 

‘Accept my sincere wisbes for a large and interesting meeting, and 
my regrets that I am compelled to be among the missing.—Wm. Henry 
White.” 


At this point Mr. Chas. R. Faben, Jr., read his paper, entitled— 


GRADUATED VS. UNIFORM RATES. 


The subject presented in this paper is one that has interested, at differ- 
ent times, many of the general managers of gas companies throughout 
the whole world. It has been the subject of discussion among them 
during conversation, and also in open convention at the meetings of 
many of the largest gas associations. 

There are those who argue strongly in favor of a ‘‘uniform rate” to 
all consumers, large and smal!, for any and all uses and purposes to 
which gas can be applied, while others again have presented equally 
strong argument in favor of ‘‘ graduated rates”—tne amount of gas de- 
manded, the time of day in which the gas was likely to be consumed, 
and the purpose for which it was to be used, being a governing factor in 
the rate per 1,000 cubic feet to be charged for such gas consumed, etc.; 
and yet weare almost without precedent and reliable data to govern our 
actions, should any one of the gas companies represented here to-day de- 
sire to engage in the practice of ‘‘ graduated selling rates.” 

It is true, nearly every gas company operating to-day does make some 
comparatively small concessions in the lines indicated. Some compan- 
ies make a lower rate, if a certain large quantity of gas be consumed in 
a given time, irrespective of the purpose for which it is used ; others 
again make a special discount upon bills for gas consumed for heat and 
power purposes, irrespective of quantity used; and nearly every compa- 
ny makes a discount for prompt payment of bills, some of them being 
very liberal in this regard. Some have made great effort to introduce 
into common use gas stoves for cooking purposes, selling stoves at or be- 
low actual cost, renting stoves, etc., yet no company of my acquaint- 
ance has adopted the broad policy that the time and hour seems to de- 
mand. 

Great inroads have been made upon the gas lighting business of the 
cities and towns of our country by the advent of the arc and incandes- 
cent electric light. Some of the managers of gas companies obtain all 
the comfort and solace they require when they state that the are light 
has educated the community to demand more light, with the result that 
their output of gas is just as great, or that they have experienced a 
slight increase over the preceding year, etc. But this, I say, is not 
enough. Why should we stand comparatively still, while our competi- 
tors in the lighting business push forward, and are enabled to show a 
very large increase of lighting business in the same territory that we, as 
lighting companies, have so long occupied ? 

The earning capacity of the plant, and of the capital at present in- 
vested, should be largely increased, since the lighting business has been 
very largely increased, as clearly indicated by the amount of lighting 
that is being done at present, electrically. 

If wlectric light companies offor a light that answers the purpose bet- 





ter than gas, then we must look for another market for our product. If, 
to secure business, they make generous concessions to very large con- 
sumers of light, then, if we can afford to do so, we also should be pre- 
pared to make like concessions and secure the business. If a large and 
profitable increase of business is not to be secured to us in the field of 
lighting, then is not the fuel and power field the one for us to occupy? 
And is not the present the time for us to make the necessary move to 
secure the same? 

As previously stated, we are almost without precedent and reliable 
data to govern our actions, should any of the companies represented 
here to day desire to make a new departure, adopt a broad and liberal 
policy, and oceupy the field as a ‘‘ Lighting, Fuel and Power Company.” 
From a newspaper of recent date I clip the following items : 

‘Relative Cost of Producing and Distributing Fuel Gas.—At a re- 
cent meeting of the Engineers’ Club, of St. Louis, Mo., Mr. Emerson 
MeMillin, President of the American Gas Light Association, and of the 
Laclede Gas Light Company, of that city, expressed his intention of en- 
deavoring to solve the fuel gas question in St. Louis, in the near future, 
by making and distributing it from an existing plant in that city, and if 
the people supported the enterprise it would be continued and extended. 

‘* Replying to the question as to the relative cost of manufacture and 
distribution, Mr. McMillin stated that in an extreme case which had 
come under his observation the distribution cost four times as much as 
the original cost of gas. In well designed and equipped works these 
items of expense should be about equal. The European practice was to 
estimate that one-third of the selling price of gas should pay the interest 
on the investment, one third the cost of manufacture, and one-third the 
cost of distribution. He called particular attention to the fact that mains 
used for distributing fuel gas could be used for probably 15 hours of the 
24, while those used for illuminating gas were used probably 3 hours, 
The fixed charges, therefore, per thousand cubic feet of gas delivered, 
would be greatly reduced.” 

‘Fuel Gas in Kansas City.—That gas will be manufactured especially 
for fuel purposes in Kansas City before the close of tle present year is 
confidently expected. With all other modern conveniences in this age cf 
advancement, the old-style way of using wood for heating and cooking 
is behind the times. and fuel gas seems to be destined to take the place 
of these bulky commodities to a very large extent. ‘The Kansas City 
Gas Light Company's new gasholder, at the corner of Twenty fifth and 
State Line streets, with a capacity of 1,000,000 cubic feet, is nearly ready 
for business,’ said one of their officials recently. One of the purposes of 
the Company is, as soon as practicable, to manufacture gas for fuel. 

‘‘ Officers of the Company believe that the time is not remote when 
they will feel justified in beginning the manufacture of a fuel gas which 
may be supplied to consumers at a cost not exceeding 75 cents per 1,000 
cubic feet. The initial outlay for such an undertaking, including the 
cost of about 20 miles of mains to be laid in the thickly populated resi- 
dence districts, would approximate $200,000 ; but it is not unlikely that 
such a task may be begun before the end of 1890.” 

These two items are only a sample of many that are constantly before 
us, and they clearly indicate the great field that is open to us, if we will 
but make the proper effort to enter and occupy it—not in a small way, 
as if by experiment, but in the broadest sense of the term. We occasion- 
ally come across such a news item as the following: ‘Fuel Gus at 
Montgomery, Ala.—The Montgomery Light Compuny have a daily out- 


put of gas of 100,000 cubic feet, of which 40,000 cubic feet is sold for | 


fuel purposes. They charge $2 for illuminating and $1.20 for fuel uses. 
Twenty (20) heating and 108 coking stoves and four engines are now 
supplied. The gas stove trade is handled by the Company, and stoves 
are sold at cost. They examine the stoves regularly, and have a rapidly 
growing stove trade. The monthly consumption of gas per stove, they 
find, averages 3,600 feet. They think of trying the rental plan this 
season.” 

Here we have the case of comparatively a small gas company who 
have given the matter some considerable thought and attention, and 
have decided to try an experiment, to wit, making a discount of 40 per 
cent. from price list to all persons who will adopt gas as a source of heat 
and power. No doubt there are many such cases in actual successful 
operation in the United States, but yet we have no compilation of these 
facts, and we are without data as to practical working results, and, 
therefore, ave without the means to make deductions to govern our own 


particular case, should we decide to do so, but we must also resort to an- 


other “experiment.” 

The importance of having this sort of data properly compi'ed, to- 
gether with the peculiar local conditions existing where the ‘‘experi- 
ment” is made, must be apparent to all; but how to collect this data, 
and in what form to present the same to existing gas light companies 
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in a clear, intelligible manner, so as to enable them to make a sat- 
isfactory ‘‘schedule” for their respective localities, I am unable 
to present in this paper. 

Gas light companies would be justified in their action were they 
to make special rates for gas used for special purposes. Railroad 
companies make special rates on classification of goods carried. 
When sulphate of ammonia is shipped to a buyer, the rate is, say 
40 cents per 100 pounds ; but when the same material, in the same 
packages, inthe same car, is shipped to the same buyer, and he 
intends to use the material as ‘‘ fertilizer,” the freight rate is only 
20 cents per 100 pounds. If the experience, practice and business 
laws governing in the case of railroads, is good, why will not the 
same apply equally well with gas light companies, who are forced 
to depend upon purely local trade for patronage and support ? 

The saying that ‘‘ large bodies move slowly” is applicable to the 
general policy exhibited by many of the gas light companies in 
their past history. We are sometimes told that the present gener- 
ation of gas makers are living down the sins committed by their 
predecessors in the business. 

This leads us to the question, Are we not, as the progressive gas- 
makers of the present committing sins that will entitle future 
generations of gasmakers to truly say of us that they also are 
living down the sins committed by us? A look at the past will 
convince most of us that we have sometimes blundered and com- 
mitted great errors ; that our prejudice was much stronger than 
we are willing even now to acknowledge. 

Just review, to a moderate extent, the subject of ‘‘ Water Gas.” 
When the ‘‘ Lowe Apparatus” was first presented to the notice of 
the average legitimate coal gas man, what was said of it? We 
said, ‘‘It is nothing new. It don’t amount to anything.” Preju- 
dice was our master at the time. 

We did not say to Mr. Lowe that the apparatus presented was 
crude, and that it simply needed to be improved by better propor- 
tioning its parts, and in some other small matters of detail. We 
said that it was no good, and that settled it. But Mr. Lowe and 
others, not acknowledged as great gas men at the time, thought 
differently, and they worked and labored upon ‘‘ water gas appar- 
atus” until they have produced systems that many of the former 
legitimate coal gas men have since adopted, and they now swear 
by carbureted water gas as against their original idol, coal gas. 
The present direct water gas apparatus produces the same volume 
of carbonic oxide that it used to produce, and carbonic oxide is 
just as poisonous as ever, but with more calm reasoning, and dis- 
missing our prejudices, we can now see that the presence of car- 
bonic oxide in our gas is not seriously objectionable, but is in a 
measure desirable as an ingredient in an illuminating gas. 

The subject of electric light was also treated by gas companies 
generally with the same sort of biased reasoning. It was pro- 
nounced as being simply ‘‘A demonstration of a scientific prin- 
ciple,” ‘‘ The light for the rich,” etc. To-day we are confronted 
with the propositions of the so-called ‘‘ fuel gas company projects.” 
They are not entertained by the existing gas light companies, any 
more than were the ‘‘ water gas people” of a few years ago, and as 
they (the promoters) have faith in the ‘‘ fuel gas business” (with 
the matter of light as a sort of a side issue), they are forced to 
apply for a separate franchise, if they desire to engage in business 
atall. I do not say these things as an indorsement of their pro- 
cesses nor their methods and practices, but simply to raise the 
question, Are we to-day repeating the same sort of a mistake that 
we did a few years ago upon the subject of ‘‘ water gas?’ If we 
are, then we should at once proceed to change position, and not 
again wittingly place ourselves on the wrong side of a very 
important subject. 

The more common use of gas for fuel and power purposes is near 
at hand, but if the narrow policy that has been the practice of the 
average gas light company in the past, is to be continued as the 
true policy for future operation, then fuel gas companies yet to be 
formed, will be the ones to do that business, but if existing gas 
light companies will adopt a broad and liberal policy, incorporating 
some schedule of ‘‘ graduated rates,” the price charged per 1,000 
cubic feet of gas to be based, in a measure, upon the value of the 
service rendered the consumer, then existing gas light companies 
will be the ones to do the business, and in this manner largely 
increase the earning capacity of the present investment. 

Discussion. 

The President—Gentlemen, probably there is no subject that has 

been presented here that has commanded more thought or been 





more widely discussed in the past than this very question, and I 
trust we shall have a warm and earnest discussion that shall be 
fully as valuable to us as the reading of the paper has been. If I 
be permitted, I will ask Mr. Hyde to say something to us that shall 
reflect his views and opinions. 

Mr. Hyde—In a city of the size of Cleveland, as a principle I 
think there should be one price in the ordinary use of gas; but as 
this paper indicates we should be looking to the future. We should 
not let time pass, and not take advantage of the priviléges and op- 
portunities that present themselves. The question of fuel gas has 
been brought before the various Associations, and has been dis- 
cussed in the Gas JOURNALS, and whether we are to have a special 
gas fuel or to use the present illuminating gas or fuel, has been dis- 
cussed somewhat. It seems to me that with our present coal illu- 
minating gas plants, and with all the conveniences for manufac- 
turing and distributing gas, we should take advantage of the means 
we have and deliver to our customers fuel gas. That, of course, 
necessitates having two prices for the gas. Now we are very well 
aware that as the prices of gas have been reduced from time to time 
the consumption has been largely increased. It would seem to me 
that a desirable way would be to have two prices for the illumi- 
nating gas, one for that used as fuel and the other for that used for 
illuminating purposes. The ordinary price for illuminating gas is 
too high for that same gas to be used for heating purposes to any 
great extent; and while we have the means and opportunities of 
making and distributing gas, if the consumption chould be largely 
increased for the day-time, the outlay would be increased simply in 
the labor attending the manufacture of the gas at the works. Now 
I think a policy will have to be, or should be, adopted by gas com- 
panies to meet this desire to have fuel gas, by fixing the rate of all 
gas used for fuel purposes much lower than it is for illuminating 
purposes. What that should be—how low it should be—is a matter 
that will have to be considered and discussed before the rate will 
be fixed. We all know that since the use of gas for cooking pur- 
poses the send-out for the day is largely increased. In our city the 
increase has been quite extensive, and I feel sure that should the 
price be reduced largely the gas will be used for other purposes than 
simply for cooking. I suppose for the heating of houses, the amount 
is comparatively small, but I think, with the rate reduced to say 
perhaps half or two-thirds, and then attention given to the con- 
struction of heating furnaces, the day may be not far distant when 
our houses may be heated by our illuminating gas. We have the 
pipes and meters in the houses and a very small outlay would be 


required to attach it to the furnace, or to a furnace which may be 
designed for that purpose. Of course the ordinary coal furnace is 
not adapted to the consumption of gas with economy, as it could be 
by some study and experimenting which the ingenious gas men of 
the present day are putting on that subject. My opinion is gasmen 
should give thought and attention to this matter, and the probability 
is only a short time will elapse until the consumption in the day- 
time will be equal to the consumption at night. 

Mr. Penn—I am much interested in this question. I have for 
about three months been contemplating making a reduction in 

rice, and have been waiting until this meeting so that I could 

ear the question fully discussed, as I am in hopes it will be. I 
have been thinking the proper way would be to make a uniform 
rate for illuminating = to all consumers, both large and small, 
and a uniform reduced rate for all fuel purposes. I would like to 
hear the cpinion of others before I adopt that schedule. 

Mr. Tayler—I think the question of graduated prices is very 
largely a local question. In some places it would be exactly the 
thing, in others it would not. I am speaking of graduated prices 
for illuminating purposes. In my town (Warren) we have no 
large consumers. There are none large enough to make it any 
special object to reduce the price of gas to them—that is, to make 
a graduated rate ; but I think the only way to use illuminating gas 
for fuel purposes is by reducing the price. For the last month or 
so I have been heating my office with gas in a new way, putting in 
pipes and heating by hot water—putting gas under my boiler ; and 
while it is a very convenient way of heating, and one that perhaps 
a gas company could afford to use for its own heating, it would 
stagger some of our customers if the bill were presented to them. 
I find it takes about 1,500 feet a day to heat my office and shop. 
That, at any price that we could sell gas at in Warren, would not 
bring many customers. But if the price of pas could be put at 
something that approximated the price of coal, we could furnish 

as for heating purposes. The question with me is—how to get 
> sen there. I don’t see how we can make a coal gas in a town of 
our size at anything near the cost of hard fuel—without it would 
be a change in process, making an entirely different gas, and that 
means almost another gas works. ; 

The Secretary—One of our consumers at Columbus said that he 
would agree to let us heat his house with our gas, by putting it 
under a boiler, as in Mr. Tayler’s case, and heating the house with 
steam. He weuld agree to let us undertake it and allow it to re- 
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main there, if it did not cost him more than twice as much as coal. 
We made the experiment, using two or three kinds of home-made 
atmospheric burners under his boiler. Experiments were made to 
a considerable extent, and yet we could not come within the limit 
that we had fixed. It cost more than twice as much as coal. 

A Member—At what price ? 

The Secretary—One dollar a thousand. 

Mr. Christian—I would like to know whether Mr. Tayler used 
hot water circulation or steam ? 

Mr. Tayler—Hot water. 

Mr. Christian—For how many hours? 

Mr. Tayler—Twenty-four. 

Mr. Christian—That is very favorable towards gas. 
think it could be done for that. What sized rooms are those? 

Mr. Tayler—Two rooms about 16 feet square. The shop is about 
24 by 16, and hall-way is equal to a room 16 by 18. 

Mr. Christian—Last Spring I went to Iowa to change a plant 
that had been making hydrogen gas—it was a town of about 12,000 
inhabitants—-and I don’t think they had been using it more than a 
year. It was an illuminating plant, not one for fuel purposes. 
They used the Springer apparatus and made the hydrogen gas 
with the Springer cupola. They used hard coal, costing, I think, 
$8 per ton. All the coal that we used after I went there they had 
when I went there. We changed from an oil process. They sold 
their gas at 60 cents a thousand feet and that winter they lighted a 
large hall with some of their burners. The expense, I think, with 


the gas at 60 cents, was about three times the cost with lighting | 
Of course the soft coal was cheap. You could get | 


with coal gas. 
coal at $1.35 a ton, delivered, so that hydrogen gas at 60 cents in 
that town never could have competed with soft coal. 

Mr. Evans—Mr. President, the subject has somewhat taken a 
fuel gas turn, and I may havea word to say. I don’t think that 
fuel gas, as manufactured even at the lowest possible price to-day, 
can be used to heat an office by steam. Of course it is evident that 
to produce it you have to raise the temperature to the boiling 


point, or 212°, and that in the changing of that water from the) 


boiling point of 212 steam it will equal a latent heat of 966°. So that 
in changing water into the form of steam you require a great deal 
of heat, and also pass the products of combustion out of your 
chimney at a high temperature, at least as high as that of your 
steam. So that as fuel gas is produced, or any other gas, I don’t 
think that we to-day can compete with coal in this way. I would 
like to ask Mr. Faben if he is using graduated rates, or is making 
any attempts in that direction ? 

Mr. Faben—No, we are not. I said to the Secretary at the time 
it was in bad taste for me to write a paper indorsing some pet prin- 
ciple of his that I did not have in practice. But I think we should 
be excuse l a dittle as we are well supplied with natural gas. It 
would be senseless for us to attempt to do a fuel business, because 
you can buy natural gas for 12 cents a thousand, meter measure. 
The subject was an entirely new one to me, suggested by our Sec- 
retary, but in thinking the matter over the more important the 
whole subject seemed to be ; and without making a very exhaust- 
ive and tiresome paper I hardly knew how far to go with it. One 
of the most important things that presented itself to my mind in 
the preparation of the paper was the lack of data as to the exper- 
ience and experiments that are going on all over our country. Oc- 
casionally a newspaper will take it upon itself to send out a list of 
questions, asking the companies to kindly fill in the blanks. They 
will ask them how much of their gas is burned in day-time and how 
much at night, what portion of it is used for fuel, and what portion 
for light, and what portion for steam engines. Well, it is one of 
those matters that they have not given any particular attention to, 
or kept any account of, and the result is, as my friend here says, 
they keep their postage stamps. If some manner or mode was sug- 
gested whereby the data covering the experience of all those com- 
panies making these experiments in graduated rates could be com- 
piled and published, so that every man could make his own deduc- 
tions for his own particular case, it would be a good thing. 
is a figure somewhere lower than the ordinary selling rates that 
could be adopted for fuel purposes. The best avenue I see pre- 
sented now is through the eleventh census. We will see, for the 
first time, electrical statistics. The electricians are thoroughly 
alive to the importance of this matter in connection with their 
business. Ten years ago they were not in the business, and no 
data were required at thattime. But the commercial growth of 
their business demands that they have a full and exhaustive com- 
pilation of the present condition of the electrical industry. We 
were in the business of gas making more than ten years ago, and 
the kind of information compiled and in store to-day on the condi- 
tion of the gas business ten years ago, at the time of the collection 


of the last census, is very poor material—for what reason I can-| 


not say, but another census is about to be taken. Now, if our 


I did not! 


There | 





will fill in the answers that are required, to the best of his ability, 
and those that he cannot give accurately, if he will write after 
them, ‘‘ approximate,” and any other data that might suggest 
itself to his mind, it would enable the census collector, at some later 
date, in his newer and later schedules, to incorporate those features. 

The Secretary—Coming back to the subject of graduated rates, 
I would like to ask Mr. Faben if he would recommend that a com- 
pany should fix a graduated rate based simply on the amount of 
consumption, oe out of question the foal vent of the business ? 

Mr. Faben—I hardly understand the question, Mr. Secretary. 

The Secretary—-Would you give a lower rate to the man who 
burned 10,000 feet of gas than you would than to the man who 
burned only 1,000 feet, for illumination ? 

Mr. Faben—That certainly is in line with the modern practice of 
doing business. We have, as lighting companies, a well-organized 
and formidable competitor in the matter of electric lighting. 
‘Some of our members feel that incandesent lighting is still an 

experiment. I don’t thinkso. I think the incandescent light will 
do a very large percentage of the nice lighting of the future ; and 
Ialso believe that gas will be more commonly used than it was ever 
used before ; but I don’t think that we ought to content ourselves 
‘in doing just as much business as we did last year when the field 
is open to us todo a great deal more business. The fixed charges 
on a plent are the same, whether we send out one hundred million, 
or whether we send out two hundred million, provided that other 
‘hundred million is in a new field, and furnished during hours when 
our mains are now comparatively idle. 

Mr. Prichard—We have used a graduated rate at Ironton for four 
years, and have had no reason to change or go back. 
| Mr. Printz—We at Zanesville have not what you would proba- 
bly term graduated rates. We have a fixed charge of $1.25 per 
thousand feet for gas consumed for all purposes. But we allow a 
discount of five pec cent. on bills of $25 per month, and ten per 
cent. on bills of $50 and over. We have not made any graduated 
rate for fuel and for illuminating purposes. We thought if we 
'made two rates that it would require, in a house where they were 
|using gas for fuel and illumination, two meters. That would be 
|an expense we didn’t think we ought toincur. Again, we hardl 
| thought it fair to allow a man a low rate for gas consumed for fuel. 
|For instance, he consumed say $5 worth in a month, and another 
|/man would consume twice that amount for illuminating purposes 
\inthe daytime. It is a question we thought of a great deal, and 
| we settled in our minds the better way was to charge as low a rate 
| as possible for all purposes. Mr. Tayler idea of heating his office, 
|and the figures he has stated, brought to my mind the fact that we 
| have been heating our office at home. It is a room 17 ft. by 26 ft., 
'and about an 11 foot ceiling. We heated it with a large reflector 
| stove and the gas bill for six months, for heating and illuminating 
| purposes, amounted to $40. Although we paid the year before $30 

for steam heating purposes alone, we felt that we were really sav- 
ing money by heating our office with our own gas. Quite a num- 
ber of our people are using our gas for fuel purposes ina small way, 
for heating bath rooms or bed rooms, which they use just fora 
short time in the evening ; and we have, all told—that is for heat- 
ing and cooking purposes—some 400 stoves in use in our place, and 
the people are very well satisfied with the price we charge them, 
$1.25 per 1000. 

The President—If I may be permitted I would like to express 
just athought here. All this is exceedingly interesting, but after 
all, the absolute cost developed into heat units is the thing that 
underlies the whole matter. I have given some attention to that 
thing, and I regret exceedingly that I have not brought the data 
with me. A stove designed for heating purposes alone was brought 
to my notice, and I placed it in a room some time ago, and kept a 
record of the gas consumed, and the temperatures. This room is 
say 18x26, and perhaps 10 feet high. Itis an outside room, that is, 
all sides exposed, practically, to the open air, and is in a brick 
building. There are nine windows and an exterior side door so that 
it is a fairly exposed room. Of course this is not definite, but I 
give you these facts that you may form your own judgment. I was 
‘really quite surprised at the measure of economy that was mani- 

fested. It was more expensive than coal, perhaps, applied in an 
‘open grate, and certainly more expensive than steam or hot water 
circulation, but not so vastly out of reach as that we might not take 
to ourselves a little courage that there is a field for manufactured 
gas heating in the future. 

| Mr. Faben—Mr. President, Mr. Evans has had some experience 
/with graduated rates, as I recollect it. I believe they sell fuel gas 
at 30 cents, and add about 33 per cent. for the same gas used for 
lighting purposes. He might tell us something of his experiencein 
that line. 

Mr. Evans—Mr. Faben is a little in error. 
_graduated rates, simply to this extent: 





We do use some 
The consumer is obliged 








business had been properly canvassed ten years ago, and we knew to burn 5000 feet of gas per month in order to get the lowest rates. 
the condition we were in at that time, both in the matter of light | It is billed to tne consumers at 50 cents per thousand, if they burn 
and fuel service, we would know just exactly where we stand on | under 5000 feet, with a rebate of 10 cents if paid on or before the 
the question to-day—not only as lighting companies, but how far | 10th of the month. Over 5000 feet is billed to them at 40 cents a 
we have progressed with the fuel business. The trouble has been thousand, with a rebate of 10 cents, if paid on or before the 
that the majority of companies have not kept a very exhaustive 10th. We*make no distinction between lighting and heating, 
record of what they were doing, and when a circular is sent out to | although we contemplate doing this on our illuminating gas main 
them they cannot well fill it. I would like to impress on the minds | that does not parallel our water gas. We have discussed this very 
ot the members that each individual can make a very much closer point, and I was very much interested when I learned this subject 
guess in his community, than can the gentleman who sends the was coming up, because it is one which I think has brought about 
cirealar oit: ani if, in collecting the material for the eleventh a great deal of thought and study on the part of gas men, and I 
census—the schedules sent out are rather exhaustive—if each man | have yet to see the solution of it. 
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Mr. Tayler—I would like to ask Mr. Evans his opinion as to the 


practicability of using gas for beating by hot air or hot water cir-. 


culation. In either case I imagine it is cheaper than steam. 
Mr. Evans—I imagine that heating by hot air or hot water would 
be the best method, as you can send the product of combustion 


out at almost as low a temperature as the temperature of the. 


room. The necessjty exists of extracting all the heat, so that the 
products of combustion will leave the room at as low a tempera- 
ture as possible. A great deal depends upon the application. If 
you can apply it to heating by hot water, so as to absorb all that heat, 
so that when it reaches the point of exit the temperature is low, and 


yet not so saturated with the products of combustion that it will 


condense at that point and stop your draft, then you have accom- 
plished all that can be done. Ofcourse, in my paper on fuel gas 
this thing will probably come up again, as I have gone into the mat- 
ter, not very deeply, but as much as my time will permit. I will 
probably have something to say on that point when the subject 
comes up for discussion. 
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our consumption the last year about 30 per cent. on the gas sold. 
In our community I don’t think any other scheme would have been 
satisfactory. We have secured such a favorable opinion among 
our consumers that I think this year we will perhaps double our 
use of gas stoves. I think we have now very nearly 140 gas 
stoves—perhaps two-thirds of these are gas ranges—and the ex- 
perience of those who are using gas was so complimentary to the 
company that a great many now adopt some means of warming 
their kitchens, using the surplus heat of the hot air furnace for 
such purpose, thus abandoning their coal stoves the year through. 
Our winter consumption for fuel is only 25 per cent. less than our 
summer consumption was last year, for same purpose. 

A Member—The day consumption ? 

Mr. Strong—I mean the day consumption on gas stoves. In other 


| words, we have a number who are throwing away their stoves and 
‘depending upon the gas fuel to warm their kitchens by means of 
hot air or steam. I think the great increase gas compaies can 
/make in the amount of gas that is used, is in the direction of day 


Mr. Faben—On the matter of data, I believe we have with us Mr. | gas, in cases where you have competition, as we have, by incandes- 


Graeff, who has been selected as the person to collect data of the 
gas industry. I would like to have Mr. Graeff, if he will, tell the 
Association what has been done in that direction and what he would 
like the Association to do to assist him in the collection of statistics. 

The President—I think the Association would be glad to hear from 
Mr. Graeff, and co-operate with him as far as they can. 

Mr. Graeff—Mr. President and gentlemen: So farasthe first part 
of Mr. Faben’s remarks is concerned—as to what has been done to- 
wards the collection of the statistics—I would simply say ‘‘ noth- 
ing,” except getting the schedules in order ; because the data has 
cote collected, in the gas industries, for the year ending June 30th, 
and of course the schedules will not be sent out until the close of 
June. The preliminary schedule, which will be sent out prior to 
that time, for information upon which the other schedules will be 
partly based, will simply have in it a reference to the number of gas 
stoves and gas engines in the town, if they can be correctly or ap- 
proximately reported. It is not expected they shall be closely as- 
certained. The regular schedule, so far, only contains inquiries as 
to the price of gas for lighting, and the price at which gas is sold 
for heating power purposes, with the quantities consumed in each 
direction, so far as can be ascertained, during the twelve months. 
But it strikes me that a request should go from this Association to 
the Superintendent of the Census, asking him that inquiry in this 
direction should be made as thorough as possible, and that the re- 
sults obtained from such inquiries be made public as early as pos- 
sible in a special report. I think he will very readily put on the 
possible little extra clerical force that will be necessary. I think 
that such a request will have considerable weight, and I would like 
to see it made. Of course you know that in the matter of these sta- 
tistics, names of the companies are not made public. _ 

Nothing is made public in the matter of particulars—the 
entire State of Ohio will appear as a unit, for instance, so that no 
one will know how much gas gne company or another is selling, 
and no one will get at the minutiw of your business. Of course, 
you are guaranteed against that by the Government. But ina 
matter of this kind, the different rates at which gas is sold through- 
out the country could be very properly gathered together without 
‘‘ giving away ” the business of any particularcompany. Itstrikes 
me that such a request would materially advance the matter—the 
point toward which Mr. Faben seems to aim. 1| will do all in my 
power to have such a request granted, if made. 

The President —It vouk seem as though here was a suggestion 
that it might be well for us to act upon before we adjourn. In 
this very matter my attention has been called to a case that pre- 
sented itself after the introduction of a stove, or stoves, that were 
putin af the graduated rate, maintaining the regular rates for 
illuminating, and with the special view of increasing the sale of 
gas by ‘‘ booming” the fuel trade. A prominent consumer came 
in very shortly, who was very quick to ‘‘ catch on” to the situation, 
and desired that his gas be passed through a stove as well as 
through a meter: I think the point is obvious. (Laughter). 

Mr. Strong—Mr. President, I think this manner of graduated 
rates is one that is peculiar to each individual city. It is one thing 
to manipulate a gas company where you can have the situation to 
your own liking and quite another thing when you have not. This 
matter of graduated rates came up before our company a year ago. 
We had been giving a little concession prior to that for gas used as 
fuel, but not enough to cut any figure in the bills, or in the increase 
of gas so used. A year ago, witha change of process, we concluded 
to ‘‘ burn our bridges.” So we reduced the gas used as an illumi- 
nant to $1.25, net, and for fuel to $1. We did that for two reasons : 
First, the comparative economy which we secured by getting a 
larger number of consumers, if gas was reduced to a price that was 
unmistakably cheap, rather than to confirm itself by one or two or 
three years’ demonstration, which would only gradually come to 
the surface. Second: We find in our community, which perhaps 
has as large an amount of total depravity as you find elsewhere, 
that the man who burns a large amount of gas in his house at $1.25, 
or whatever the rate is, but in his place of business gets it for less 
money, he wants it as cheap allaround. Now the larger consumer, 
who gets his gas at $1 per 1000, for instance, but who pays for it in 
his house at the rate of $1.25, is very apt to insist on the compu- 
ation of the amount of gas burned, at the low price. Consequently, 
you are having continual annoyance, and, in case of competition, 
decided trouble. Now of course the arrangement that we adopted 
would require the setting of additional meters ; but we increased 





cent lighting. 


. Mr. Evans—It strikes me that if the price of gas is made low to 
large consumers (low per thousand feet) they would still have an 
inclination to save, whereas, if the price were based on their yearly 
consumption they would make it a point to reach those figures. 
For instance, a consumer who has been consuming 500,000 feet a 
year at $1.40 per thousand, say, would make that bill agregate $700 
a year ; but ‘if the ‘price were reduced (for 600,000 feet burned) to 
$1.30, the bill then would be simply $780, or he would get the last 
100,000 feet for $80 or 80 cents a thousand. If the price was reduced 
still lower—for a consumption of 700,000 feet, say $1.20, he would 
receive the last 200,000 feet for $140, or 70 cents a thousand. You 
can carry that up toa million. For instance, if he used a million 
feet a year at $1 a thousand, he will simply be paying $1,000, 
and they will get the extra 500,000 feet for $300, or 60 cents a thou- 
sand. These are the figures I have gone into, contemplating making 
some reduction, as I said before, in the illuminating gas in mains 
that do not parallel our water gas. It strikes me that the tendency 
would be for the consumer to use the gas so as to bring the amount 
up to a point where he would get low rates. He could then illumi- 
nate his house or a hotel, whatever it might be, as much as he saw 
fit. I would simply make them their rebates semi-annually, or at the 
end of the year, billing their gas at the regular rates and making this 
discount semi-annually. or, as I said before, at the end of the year. 

On motion a vote of thanks was passed to Mr. Faben. 

Mr. Faben—I move that the Secretary be instructed to communi- 
cate with the Superintendent of the Census, asking that the data 
on the consumption of gas for uses other than lighting be exten- 
sively gone into. I have not the exact wording of the proposed 
letter. The Secretary can frame that. [Adopted.] 

——— point Mr. H. Wilkiemeyer, of Portsmouth, read his paper, 
entitled : 


MUNICIPAL CONTROL OF LIGHTING. 


Man was born free. The Creator endowed him with the fullest 
liberty. He had not lived long until he got into trouble and dis- 
covered he needed protection against himself. He was wild and 
savage, and he knew it. He also knew that he was capable of bet- 
ter things than those into which he was led by his unbridled, unre- 
strained instincts. He therefore, for the sake of bettering his 
condition, surrendered certain of his inherent rights and entered 
into the social compact. He said to his neighbor, ‘‘ You stop reap- 
ing the grain which I have sown, and I will no more feast upon 
the cattle which you have herded and guarded from the wolves.” 
The ideas of ‘‘mine” and ‘‘thine” became more firmly fixed. 
There was compensation in this arrangement for all parties con- 
nected therewith. While one party, on his part, was compelled to 
forego thé pleasure of stealing the goods of his neighbor, on the 
other hand his own chattels were the more secure. By the sur- 
render of certain of his inherent rights, other rights were rendered 
more stable ; greater security, both in purse and person, was real- 
ized, and out of these mutual surrenderings Society was formed. 
Therefore it may be laid down as an axiom that societies, or com- 
munities, exercising corporate functions, were formed and exist 
as a police measure. The rationale of the construction of the 
social fabric precludes the exercise by the municipality of all func- 
tions but those that are police in their nature and tendency. 
Whenever a departure from this rule occurs, then liberty suffers, 
and another item of natural personal liberty is sucked into the 
great vortex of centralization of power. It is therefore wrong, on 
first principles, for a city to engage in any other occupation or 
business than that for which cities, or communities, or society. 
was originally established. 

The centralization of affairs in the Government is eminently un- 
wise, for there is no limit to the venture. If the city has an inher- 
ent and politic right to go into the lighting business, it has also the 
_ to go into the coal, clothing and grocery business. The re- 
sult would be either absolute anarchy or abject slavery. 

Societies should continue to serve the purpose for which they 
were created. It is dangerous precedent for them to go further or 
assume more. By absorption of all business, the Government 
would become paternal in its nature. Ambition would have no 
place in our make-up, and we would be a nation of nonentities, no 
man depending upon himself or his neighbor. We would be an 
army without soldiers, or perhaps we would attain that delight- 
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fully philosophic, but lamentably impractical, condition described 
by Be lamy in his recent novel, ‘‘ Looking Backward.” 

But the question as to the advisability of a city’s owning and 
operating a gas light or electric light plant, instead of being philo- 
sophic and speculative, is pre-eminently an economic and practi- 
cal one; and the practical phases of it only should be regarded. 
Enthusiasts and men who have machinery and lighting apparatus 
to sell to cities (in the absence of a multiplicity of private custom- 
ers), have at great expense been flooding the popular and scientific 

rints with long articles from the pens of hired sophists. By their 
allacious but plausible arguments many a fair municipality, 
which was prosperous and peaceful, has been plunged into a state 
of disquiet, and has had a white elephant imposed upon it in the 
shape of a gas or electric light plant, which must forever be fed 
and nourished from the public crib, or which will, when the nov- 
elty of the affair wears off and when officers become negligent, be 
cast aside to be of no future use except as an undying memento 
of the folly’ of following the advice of persons interested in the sale 
to the city. 

Of course the smooth-tongued agent presents the matter in a 
glowing light. It is his business. He has studied the points, and 
he knows what to push most forcibly and what to pass by as not 
worthy of mention. It may safely be laid down as an axiom, that 
whenever a city embarks in a venture that even savors of money- 
making, it is exceeding either its legal powers or is encroaching 
upon rights never ceded by the people. 

Old adages are good, and as they have stood the test of time they 
must be true. ‘‘ What is wetylniig’s business is nobody’s busi- 
ness” and ‘‘every man to his own trade” are two trite phrases 
that seem particularly appropriate in the discussion of this ques- 
tion. The managers of a city plant, however honest, have not, and 
can not have, the same material interest in its economical and suc- 
cessful administration as would an individual owning the same. 
Expensive experiments are more likely to be made when the cash 
does not come from the pocket of the experimenter. His salary is 
secure, no matter upon which side of the ledger the balance stands 
at the end of the year. 

He has the credit of the city at his back, and a few thousands in 
extravagance wiil not be remarked by the public. 


extortion, to drive the municipality, in which it is located, into a 
fight, which, in nine cases out of ten, meansruin. The value of 
the plant is virtually in the hands of the municipal authorities, 
and they can therefore exercise a summary and wholesome juris- 
diction over the lighting company without investing a single 
dollar of the peeple’s money. The claim, therefore, that a private 
lighting company is a monopoly, is erroneous. , The municipality 
has arbitrary power, and would not, nor does not, hesitate to 
exercise the same when circumstances demand it. 

It is said that a municipal lighting company can afford to sell at 
cost. But where the gain? Who supplies the money to pay the 
cost? Is it those who use gas and electric light? By no means. 
The men who live in a cottage and the cabin pay taxes. What 
does it avail them that a man who lives in a mansard can have his 
halls lighted by electricity at cost? They burn oil or tallow. Cost 
price is too high to enable them to indulge in electric light, yet 
they, the men who dwell in the humble houses of ‘labor, the men 
_whose brawn and muscle and brain made this country what it is, 
| must be called upon to help pay for the illumination of the palaces 
_of these princes and potentates of finance. Itis unfair. There is 
/no justice in it, and the system which compels them to do it is 
radically wrong. Let the man who wants an electric — buy it 
‘and pay for it if heis able; if not, let him burn gas. If that be 
'too expensive for his pocket, then he should burn oil. If that be 
| beyond his means, let him go to bed and get up aided by the tallow 
| dip of our grand-mothers. 
| Thesystem of taxing a poor man in order that a rich man may 
/have his luxuries at a lesser cost, will never prevail in a land 
where justice has an abiding place. But, it may be urged, the 
owner of the small house must pay his proportion of the taxes, 
|any way, and his taxes are lessened in proportion as the expendi- 
‘tures of the city are high or low ; the city must be lighted, and if 
|it is done at a lower cost by reason of the city owning the light 
plant, he benefits thereby. But the public, it has been estimated, 
forms only one-sixth of the patronage of a light company. And, 
| therefore, he benefits himself to the extent of one-sixth, while he 
| benefits his wealthy neighbors to the extent of five-sixths. 
| Butis it an invariable fact that a city sells light at cost? Let 
‘us see if there are not reasons which lead, naturally, to their 


Looseness and carelessness are almost inevitable in the manage-| selling at a profit. The Superintendent and Directors desire 
ment of a city lighting plant. On the contrary, when the owners|to make as good a public showing as possible. They do 
of the plant are its managers, every cent of the expenditures is | not care to have it appear in their stated reports that the business 
carefully, jealously scrutinized. Men are employed because they | which they have been conducting cost more than it brought in, so 
will work, and they must work to their full capacity or seek em- | they, in order to demonstrate managerial ability, are naturally in- 
ployment elsewhere. They are not employed and retained in well- | clined to put up prices. This is not only true in theory, but in fact. 
paid positiens for political reward, but for the work they do. No In the city of Portsmouth, Ohio, for example, seven lamps are sold 
man can secure an agent who gives the same attention to his affairs to the county and to the railroads. Each lamp, according to the 
as he does himself, nor can a city secure the same service which an statement of those in authority, costs less than $30 per annum. 
individual gives to his own affairs. | Yet the county and railroads pay per year for each lamp the sum 

It has been argued that a private gas or other lighting company of $100. Surely, no private corporation would be suffered to do 
has a monopoly. Granted. But they are entirely different in| thus, nor would it have the temerity to try, ‘‘soulless ” though 
their nature from mercantile monopolies. Take a private corpora- | it be. 
tion, engaged in the sale of any given commodity. It can, if it | Capital is crystallized labor. Every dollar is made sacred by 
has a monopoly in the article, establish a given price, and say to/| hours of labor. Every penny represents a drop of sweat that falls 
the public, *‘ Either buy from us at our price or go without. We) from the laborer’s brow. Capital, as well as every expenditure of 
own it all, and you will have to pay what we ask.” It is not thus | mind or matter, must bring its compensation. The legitimate pur- 
with a lighting company. pose of capital is investment. The man or the policy which pre- 

Corporations have ever been jealously guarded by the people, | vents the investment of private wealth in a town or city does a 
and their power and privileges curtailed. Under existing laws, a| wrong to labor. Yet this is what a city does when it embarks in 
monopoly in lighting is anpenenrs. The city may fix the price | the business of selling light. 
which it will pay for gas for a definite time, and the company| It is urged by some writers, as an argument in favor of munici- 
must sell at that price if that price be fair. There are so many | pal ownership of light plants, that the cost of light in cities own- 
other ways of lighting than by gas and electricity, that it is im-| ing their own plants is so much less, by comparison, than those 

ossible for a company dealing in either to be in the least ar-/| lighted by private companies. But these writers invariably fail to 
itrary. |te l us the tax rate in these cities. Why this omission? Can it be 

True, a certain company may be the only one that has gas or that the force of their argument would be lessened by the pub- 
electric light for sale in a given locality, but even in such a case it | lishing of that very important factor? Isit because this important 
never has a monopoly in the strict sense of the word, Or even in| fact would give the lie to the assertion that a saving is made by 
the plain business sense of the word. No man nor set of men can | the city’s operating the light plant ? 
control the price of light. If A asks too much for his electricity, 


I can buy from B, the gas man: If A and B combine and run u 
the price, I and my neighbors can buy a barrel of coal oil, a 
while we are burning half of it A and B will come to the conclusion 
that they have made a grevious: business error, and will quickly 
come to terms. 

The people of a city have it in their power to dictate absolute 
terms toa lighting company. The company has money invested 
in its plant, and it — on the people for its income. When 
the people withdraw their patronage, the income from the invest- 
ment ceases, and the venture from that moment becomes unpro- 
ductive. Now, it is plainly within the power of the people toex- 
ercise power over lighting companies in more ways than one. The 
Creator has placed in the bowels of the earth, and within easy 
reach, oils, by the use of which, for even a day, great loss ensues 
* toacompany. The plan and principle of a lighting company is to 

— the patronage ; this can only be done by keeping the price 

own. 

The adage of an ordinary monopoly is, ‘‘Charge the highest 
price the purchaser can afford to give.” The adage of a lighting 
company is, ‘‘Sell at as low a price as you can afford to take, 
extend your patronage, and run your institution to its limit.” 

Another restriction of which the public may avail itself, is this: 
Whenever the citizens discover that an unfair advantage is sought 


The capital of a city is derived primarily from the pockets of the 
people ; secondarily, from the vaults of thecity treasurer. Itis not 
| an exercise of solid political economy to allow the people’s money 
|to be invested in a commercial undertaking. 

No industry is generated unless there is, as an object, a profit. 
The motive for private capital to invest in a certain line of business 
is destroyed, annihilated, when a city enters into the same line of 
business and conducts the business with no desire to make a profit. 
It is a dangerous principle, and one subversive of all our cherished 
ideas, that a city may forestall the investment of private capital 
and assume and arrogate to itself a certain line of business without 
profit as an object. 

No man should be willing to be taxed in order that a city should 
secure capital with which to strangle private enterprise. If it is 

ood policy to allow a city to embark in and run and manage a 

ight plant, it is also good policy to allow it to own and manage 
street car lines, telephone service or a meat shop. It receives its 
capital from taxation. It has no interest to pay except upon the 
pledged credit of the municipality, nor is it taxed. It can exist 
forever without making acent of profit. And when the credit of 
the city is pledged the citizen is taxed once for the principal and 
once for the interest. The city, which needs no profit, competes 
against private enterprise, and so successfully as to deprive it of 
all hope of areward. It is driving private capital from one invest- 








to be taken by the light company, they can, under the laws, call a| ment to another, because private capital must increase or decrease, 
halt. No private company owning a light plant can afford, by | while the city is doing all that is requisite when it comes out even. 











— ermen - omamany 















r= 





April 7, 1890. American Gas 


Light Honrnal. | 473 











It does not have to eat or wear clothes. It has no doctor bills or 
funeral expenses to pay, no school books or taxes or interest to 
pay, and it can live without making money. It is to the interest 
of the citizens that cities do not own and operate a light 
lant. 
as The President—Gentlemen, we have just listened to, I was going 
to-say, as good a paper as I ever heard read; but I ought not to 
manufacture capital here for any man’s paper. I willsay you have 
listened to a good paper and it ought to be thoroughly discussed. I 
surely hope it will be. j 
The Secretary—Mr. President, I would not want to say anything 
that would block the discussion of Mr. Welkiemeyer’s aoe at once; 
but I will mention, as proof of the interest now being taken in this 
uestion, we have voluntarily offered to us at this meeting two fur- 
ther papers on this same subject. Before leaving Columbus, yes- 
terday, I was surprised to have handed me a nicely type-written 
paper entitled ‘‘ Municipal Controlof Gas Works,” by a gentleman 
connected with the Columbus Company. I had invited him to at- 
tend and help discuss this question, as I knew it was one in which 
he would naturally take an interest. He has given economic and 
social questions a good ceal of thought. It is his bent, and his 
opinions are worthy of consideration. He was unable to attend, but 
had prepared a paper embodying his views. I read the paper onmy 
way here. I thought it merited presentation in the same form in 
which the other papers have been presented, and on arriving here I 
immediately had enough copies printed to distribute one to each 
member. Furthermore I have a letter from Mr. Foote, of Wash- 
ington, D. C., which reads: 


‘* Dear Sir:—I expect to leave here Wednesday morning and to 
arrive in Toledo Thursday morning. Had expected to get off to- 
day, but find [ cannot do it. I enclose you a copy of a paper I have 
prepared to beread before theAssociation. If by any mishap I should 
fail to be present, will you kindly ask Mr. Graeff, or someone else, 
to read it for me? Yours respectfully, 

ALLEN R. Foote.” 


The President—Gentlemen, I know nothing more of these papers 
than you know. You have heard the entire statement. It would 
appear to me that our interests might possibly be subserved by 
having the reading of these other papers and discuss this question 
afterwards. Mr. Wilkiemeyer is with us, and perhaps Mr. Foote 
may be. He will not be, however, in time for this discussion; yet 
a motion that should cover this ground would be a quite proper 
thing to entertain at this time, and I trust if anyone cares to hear 
from these other papers that he will make a motion that will recog- 
nize them. 

Mr. Cantine—I move, Mr. President, that the discussion of this 
paper shall be postponed until those of the Columbus gentleman 
and Mr. Foote shall be read and then discuss the three, as they all 
bear upon the same subject. (Adopted. |] 

Mr. Cantine—Mr. President, during the distribution of these pa- 
pers I would like to present to you the name of Mr. O. 8S. Webster 
as a member of this Association. He is a resident of Michigan, and 
he has been tried by fire as hot as that required to make gas. He 
and I suffered and bled for our country in the same regiment. He 
came down here and offered himself as a sacrifice, and I now in- 
troduce to you Mr. Webster. 

The President—I have no doubt the Association will be glad to 
greet Mr. Webster. The blanks upon which his application should 
be made will be provided by the Secretary, and at the same time 
there are a number of others whom we desire to welcome to our 
ranks. I suppose we may defer that a little longer. I will now 
ask the Secretary to read Mr. Gemunder’s paper. 

The Secretary then read the following paper, by Mr. M. A. Ge- 
munder, of Columbus, Ohio, which had tor its title: 


MUNICIPAL CONTROL OF GAS WORKS. 


Leaving out of question the points raised by socialists who claim 
that the true function of government is to take charge of all lines 
of ag apie and looking rather at those put forward by individ- 
uals who acknowledge or allege that state agency is not equally ef- 
fective in every department of industry, will at this time be more 
to the point, as the latter opinion is that which is held by the most 
numerous antagonists of private interests in the line of gassupply. 
Many of the most advanced thinkers have long ago given up the 
idea that the public can best be served by competing companies, 
and hence term the agencies which furnish such commodities as 
gas, water or electricity, natural monopolies. 

It is further stated that as our commonwealth and national insti- 
tutions are opposed to privileged classes, that is, guaranteeing some 
citizens benefits at the expense of others, and as it would be neces- 
sary to foster such, if competition were abolished, in order that the 
best service may ultimately be secured, it follows that expediency, 
as well as sound statesmanship, would demand that the people as a 
whole unite in controlling that which should minister equally to 
the welfare of all. 

This seems plausible enough, but unfortunately the community 
as a whole, that is ‘‘all of us,” never can operate either a gas 
water or electric plant. The public can only work through special 
agents—that is, through ‘‘ some of us”—ana it is through the short 
coming of ‘‘some of us” that the expectations of ‘‘all of us” so fre- 
quently lack realization. 

The main argument advanced by many advocates of municipal 
control, such as Professor Ely, of Johns Hopkins University, or 


Mr. Keeler, in a recent article in the Forum, is an arrangement side 
by side of prices charged in various cities by public or private 
works for like services, and which are so selected and grouped as 
to show off private concerns to the poorest advantage. Now, any- 
one connected with a gas company must know that such compari- 
sons made in this manner are absolutely worthless. It can be read- 
ily seen that even greater differences in rates exist among the var- 
ious individual plants worked exclusively by private capital, and 
as to public “tot yretpenne theirown charges are not at all equal. 
There is no fixed or uniform difference in favor of any particular 
order of management which would appear thus at a glance. We 
all know that variation in price is very seldom due to any one par- 
ticular factor. Admitted that Philadelphia (public) charges less 
than San Francisco (private), does that prove anything? If this 
difference would lead to the drawing of an inference, would it not 
be offset by the fact that Cinncinnati and Columbus, both with pri- 
vate institutions, charge considerably less than Philadelphia ? 

The figure at which the public is supplied is the product of many 
factors, not only such as the cost of coal and the several crude ma- 
terials used in distillation, but transportation, location of works, 
size of cities, number of consumers, width of streets, style of archi- 
tecture of buildings, habits and general prosperity of people, and 
a host of minor conditions, many or all of which are peculiar to cer- 
tain localities and very few common toall. Itis not here contended, 
however, that no system of statistics may give rise to accurate con- 
clusions, but only, that they must be very carefully sifted and ex- 
amined and then accepted with due caution. Prima facie, as be- 
fore stated, they are exceedingly treacherous. Discarding as in- 
sufficient the statistical method for want of proper data, and rea- 
soning after the manner commonly called ‘‘on general principles,” 
let us see if it leads to trustworthy results. Muncipalities either do 
or they do not furnish increased blessings ; if they do, then there 
must be a reason therefor ; if they do not, failure must be due to 
some ascertainable cause. This is the problem: 

A comparatively few years ago there was first demonstrated a 
law, that of the Conservation of Energy, which is of the utmost 
importance in physical science ; it has done more to place that 
science on a firm basis than probably any other single discovery. 
This law, as you are probably all aware, assertsthat: ‘‘The quan- 
tity of force which can be brought into action in the whole of nature 
is unchangeable and can be neither increased nor diminished.”* 
With the full recognition and comprehension of thislaw, there was 
a sudden disappearance of all search after perpetual motion and 
such like phantoms, for it became evident that whatever extra en- 
ergy appeared to come out of one end of a machine, it was only a 
question of how long or how well one looked before it would be dis- 
covered that it entered at some other end. 

The critical spirit thus generated in the domain of physical sci- 
ence is at present also strongly permeating and affecting the man- 
ner of thought and examination in Social and Economic Science, 
also finding outlet in everyday life in the saying that ‘‘ something 
out of nothing is not to be had.” 

All arguments for public ownership when analyzed yield simply 
the following: Muncipalities would offer greater service for the 
same pay, or the same service for less pay than private organiza- 
tions. That is, its labor is insome way more productive. More en- 
ergy leaves the machine—where does that additional energy enter ? 
—whence does it come ?—We are certain that it must spring from 
some source, for Government can no more make something out of 
nothing than can the least important individual. 

Suppose that the Government purchase a coal mine for the pur- 
pose of supplying itself with fuel. It will of course he acknowl- 
edged that after the purchase the coal will be just as deeply im- 
bedded in the earth as before, the mere fact of the public having 
become the owner will not of itself raise it even in the slightest de- 
gree. Where then must the extra energy be looked for? Undoubt- 
edly in the only remaining source, namely, the brains and muscles 
of those depleting the mine. 

But, after all, as previously seen, these factors are furnished not 
by some unusually potent entity, but only by ‘‘some of us,” very 
much like the ‘‘ rest of us.” Naturally, if - ‘* some of us” are 
no better than the ‘‘ rest of us,” Government brings no new or un- 
usual forces to bear, and it would be folly to state that its efforts 
entail superior results. This would surely be getting something 
out of nothing. 

It may be replied, however, that there is a difference among the 
various individuals comprising ‘‘all of us,” and if the best are 
chosen to perform a certain duty, their endeavors must yield the 
most satisfactory consequences. 

This then brings us to a direct comparison between Government 
officials and private management. Here arise two questions :— 

First.—Are the ‘‘ some of us” chosen to perform certain functions 
really for the ‘‘ best of us,” for the purpose ? 

Second.—Are conditions such as to demand from them their ut- 
most ? 

As to the first question, little attention need be paid. The repu- 
tation for ability and morals of the general run of Legislators, 
office holders and politicians is so well known as to require little 
comment. It is only in rare instances that they are selected, or, 
when selected, retained, because of any special fitness displayed. 
The Civil Service Reform movement of to-day will go far in bearing 
out this statement. 

Mr. Donisthorpe, in a recent economic work, makes the following 





*Helmholz. 








474 American Gas Light Journal. 


April 7, 1890. 





pointed comment: ‘The art of Legislation is a very difficult and 
complicated study ; much more so than tarming or boot making 
for example, and yet, as has been remarked with amazement by 
thinkers of the weight of Socrates, Shakespeare and Spencer, 
whereas a lifetime is required for the mastery of the humblest 
handicrafts, almost any ignorant busy body is credited with intui- 
tively understanding that most intricate-art, legislation. 

‘* Were Ito walk into an engine room and point out to the engineer 
the intolerable waste of steam entailed by a hole in the boiler, and 
urge him to stop it, he might turn upon me with some such reply 
as this: ‘Sir, that hole is called the safety-valve ; if you would 
bring your mighty brain power to bear on some subject with which 
previous study has qualified you to deal without making an ass of 
yourself, you might be doing more good to the community and less 
harm tome. Good morning.’ And yet this same engineer will 
walk into the great legislative laboratory where the complex parts 
of the machinery of state are forged, and with the serenest self- 
confidence take off his coat and set to work.” 

That this state of affairs is owing to the nature of things and is’ 
likely to remain thus for an indefinite time, is more than probable. 
The brightest and strongest chaiacters and intellects will of neces- 
sity be monopolized in those productive channels which promise 
the greatest reward to industry, these of course existing largely 
outside the sphere of government. 

An excellent illustration of this tendency was furnished some 
time ago, when President Cieveland was somewhat taken to task 
for what was considered unreasonable delay in filling some vacan- 
cies that had occurred in a very important commission ; the Presi- 
dent replied and justified himself by saying that although he knew 
of many men capable of filling these places, yet the salaries and 
incomes that their labors in other fields yielded them were so great 
that the remuneration offered by the Government, generous as it 
may seem, presented no temptation. 

The first question may be dismissed without further discussion, 
as all are familiar with its bearmgs. The second is, however, of 
greater importance. 

The testimony of all human experience is that man endeavors to 
satisfy his wants at the least possible expenditure of his energy, 
and consequently the greatest exertion is only concomitant with 
the greatest need of pressure. 

Should A desire the performance of a piece of work and be unable | 
to attend to it in person, he would be compelled to delegate B to} 
carry out his plans. Under what restraints would B now consider 
himself for the performance of his duty ? Evidently he would con- 
sider himself responsible only for ordinary reasonable care, and if | 
he be honest, his sense of responsibility, together with the fixed | 
amount of his reward, would prevent his taking any but ordinary | 
chances, for fear of exceeding his authority, thus fixing upon him.- | 
self a certain loss with no direct prospect of possible gain. His | 
action must be conservative and not progressive, hence not in the | 
highest degree productive. | 

Should, now, B sublet to C, then it must be plain that A’s chances | 
of receiving good service will also diminish. ‘lhe only desire in B| 
and C is not so much the fulfillment of A’s plans, as it is to put in 
honest time, with the risk limitations already specified, at his ex- 
seonert A, on the contrary, not only risks the loss of his expected 
venefits, but also the pay of B. The greatest anxiety for success is | 
surely with A, and were conditions favorable so as to allow A to 
labor in his own behalf, it would not be hard to designate the 
source of the greatest energy. 

The old maxim *‘if you wish a thing well done, you must do it! 
yourself,” has hardly arisen without a foundation in experience. | 
Probably every one has had more or less occasion to appreciate its | 
truth. Its application here is simply this :— 

In all private corporations and business concerns, those who con- | 
trol and manage them are either those who directly own them or | 
else stand in close relation to them. They are those who directly | 
pay the penalty of a mistake, be it honest or otherwise, not only by | 
being discredited in the eyes of one’s neighbors, but capital earn- | 
ings and very existence are at stake. It is here that employees are 
most carefully tested, and possible gains or losses most rigidly 
compared and weighed. Rewards and penalties being less remotely 


connected with conduct, cause and effect better apprehended, the | 
greatest scope is given to productive energy and skill. 


But how do matters stand in public hands? Here all action is of | 











It may be said that they, as fellow-citizens,share public calamities; 
which would be true in the same way that a man loses by laying 
down a dime and taking up a dollar. 

Would it not be more than probable that if the legislators who 
passed the act could have been given to understand that they would 
be held directly accountable for any wrong committed, their actions 
would have been much more painstaking and deliberate ? 

The vicarious nature of all Government action must always con- 
tinue to be the cause of inferiority in all State and municipal man- 
agement. It is and will ever remain the element of weakness that 
will prevent the raising of any superstructure with State or muni. 
cipal management as a foundation. This doctrine I hold as of the 
utmost importance, and were it more generally appreciated, it 
would often save the community great loss. 

Returning now to the mining example, if the coal fails, by reason 
of state ownership, to be raised nearer the surface, and as we see 
that the brains and muscles applied for that purpose are of a 


'restricted and inferior kind, then it cannot be maintained that 


Government management can be the most productive. No extra 


‘energy can leave such a machine, for none has entered. 


There is yet another argument that deserves consideration. It 
may be claimed by some, while acknowledging the greater economy 
in private supervision, that the chief object in municipal control 1s 
the prevention of excessive rates, which are the result of undue 
profits in monopolies ; that the community could better stand a 
waste in production than a greater loss by extortionate charges. 

Here again is an oversight. Every municipality, when franchises 
are granted, has the power to make such stipulations as regards 
rates, etc., as may be mutually agreeable. If it tails to possess the 
requisite wisdom and purpose to make this single agreement a good 
one, on what possible grounds can it be expected to make good the 
innumerable ones connected with the carrying on of even an ordi- 
nary enterprise with any better hope of success ¢ 

No city need be at the mercy of any corporation. It can easily 
secure tor its franchise such a rate as will allow only fair returns 
on investments. Permit this rate to extend over a definite period 
of time, allowing the corporation the entire benefits resulting from 
any improvements introduced, this will prevent stagnation in 
efforts. At the expiration of the allotted time renew the contract 
at a new rate, which has as a basis the now improved manner of 
production. 

Private control has another great advantage, namely, it throws 
the entire cost of production on those who are the consumers and 
beneficiaries, and does not require any deficit to be made good by 
those who had no such advantages, which is the case where loss is 
repaired by general taxation. 

Neither is the present generation of tax-payers saddled by any 
heavy debt, incurred in erecting works, in order that future gen- 
erations may reap the benefit for nothing. That is to say, every 
one will pay his own gas bill. 

The President—Gentlemen, the paper of Mr. Foote is not printed. 
A copy is in the hands of Mr. Graeff, and we will be pleased to 
have him now read it. 

Mr. Graeff then read the paper of Mr. Foote. 


MUNICIPAL CONTROL OF GAS AND ELECTRIC LIGHTING 
PLANTS. 


That system of political economy is best which enables the poor- 
est member of society to become richer. The breadwinner must 
have bread now. For this reason, economic systems, promising 
immediate benefit, quickly become popular with the masses. In 
political contests present advantages always strive tor the mas- 
tery, with duty to principle. While an election is pending the 
wage-worker has many friends. Why? Because, by reason of 
numbers, his class holds the balance of power. There is always 
much talk about measures to make this or that thing cheaper, or, 
in general terms, to make living cheaper. ‘The advocates of cheap- 
ness do not explain, and the wage-earner does not think far 
enough to see, that cheaper living means lower wages. With liv- 
ing and wages both made cheaper the economic condition of the 
wage-earner remains unchanged. 

Civilization has entered upon anera of economic evolution. I 
say evolution, because progress in the development of an economic 





the delegated kind, and agents are held responsible for their trusts | system, in accord with the requirements of natural economic law, 
only in a more indirect way, and disaster for misconduct is far| cannot be induced, except by a condition of general and high 
lighter and less certain in its effect. ‘degree of intelligence, an intelligence that will not permit the 
Inducement to extraordinary action is lessened and it may be, destructions of a revolution. Creeds of churches and codes of 
accepted as a certainty that the more we shift or separate those| secular law have reached the limit of their power to benefit the 
consequences which naturally follow any line of conduct from | people without taking into consideration the economic conditions 
such conduct, the poorer will be the outcome. ‘under which they live. He teaches both religion and patriotism 
All will probably remember the State’s action in the Scott Law | who teaches the principles of natural economic laws. ‘lhe power 
contest. Here legislators passed a law, taxing a certain class of | given by nature to man to produce more than he consumes gives 
business houses. This tax was in many instances promptly col-| him the power to relieve himself from the law of necessity. It is 
lected. The Supreme Court later declared this law unconstitutional | his natural birthright to freedom. Benjamin Franklin's formula 
and the collection of the tax unwarranted. Those who had paid! for making money plenty in the pockets of every man is based on 
the tax to the State expected naturally to be reimbursed, but ewe natural economic law: ‘‘Earn money honestly, spend less than 
the courts again held that this could not be done without com-| you earn, and save the difference.” ‘Tis simple, but not easy to 
mitting another wrong. Great loss to honest tax-payers was the|do. The first requires strength ; the second, courage ; the third, 
result. Tun intelligence. It is because of the lack of economic intelligence 
But how fared it with those whose ignorance directly caused | that there is any failure in justice in the distribution of the results 
this distress! Does any one even remember their names? Was the | of labor. For this reason, questions tending to create popular 
suffering in any way visited on them? Did they not draw their! interest in economic science should be welcomed, not feared. 
full pay and come up again for re-election the same as ever ? The new departure in the discussion of labor questions under- 
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taken by the Emperor of Germany ; the recommendation of gov- 
ernment ownership for all interstate railroads, by President 
Blackstone, of the Alton system ; the effort to initiate government 
ownership of telegraphs, by Postmaster-General Wanamaker ; 
the use of crop values as the basis for a national currency, advo- 
cated by President Livingstone, of the Farmers’ Alliance ; the 
monster petition to bear the signatures of 200,000 persons, asking | 
the Massachusetts legislature to give cities and towns the right to | 
establish their own gas and electric light works, to be presented 
by the nationalists; the use of land securities as the basis of a) 
national currency, proposed by Senator Stanford of California, 
together with similar projects by others, make up the moraine of | 
of the oncoming economic evolution. | 

The advocates of municipal control of lighting give but one! 
reason for their policy. Itis that it will make the hghting service | 
cheaper. The same argument will serve equally well, a movement | 
for municipal ownership of gas plants; electrical plants; street | 
car lines ; terries and telephone exchanges. More than this, it will | 
suit just as well, a demand for the national ownership of railroads; 
telegraphs and the express business. 

But why stop here‘ It will apply with still greater force to the 
national ownership of every productive or distributive industry. 
If a municipality can4erform any service cheaper than it can be 
done by a private individual, a state can do it cheaper than the 
municipality, and the nation can do it cheaper than the state. If 
a single industry can be so handled, then every industry can. The 
logical sequence of municipal ownership is national ownership. 
The inevitable result of the control of one industry by government 
monopoly, will be a government monopoly of allindustries. Those 
who do not wish to see the principal of municipal ownership carried 
to its logical conclusion, should not advocate it. Those who do not 
desire the national ownership of al lindustries, should present a unit- 
ed opposition to municipal ownership of any industry. Nodam will 
ever burst if the first leak appearing, be effectually stopped. No 
great fire will ever occur, if the first blaze be instantly quenched, 
No great disaster will ever cause wide-spread destruction or suffer- 
ing, if its initial cause be judiciously and promptly removed or 
overcome. 

All theories must stand uncovered in the presence of facts. 
Economic theories are not relegated to the far off future for a 
demonstration of their correctness. The results of municipal 
ownership may be proven now. There are a sufficient number of 
undertakings of that character now in operation to render the 
demonstration complete. If the claims of those who advocate 
municipal ownership be true, they can prove them by accounts 
now being kept. I challenge any municipality in the United 
States owning a gas’or an electric light plant, to submit the ques- 
tion of the policy of municipal ownership to the abitration of prov- 
able facts. That this may be done, attention must first be given 
to the classification of items and the form of accounts of receipts 
and disbursements. The greatest difficulty in the way of a proper 
solution of this question, is the fact that there is no scientific classi- 
fication of the items of accounts, made with a view of causing 
them to show all essential economic details, nor is there a close 
scrutiny to prove their accuracy. The people do not know whether 
the accounts are properly kept or not. They do not know whether 
or not, every item that enters into the cost of the plant, its opera- 
tion and maintenance, is sg. ad charged. Laxity in scrutinizing 
the methods in which the proceeds of the tax are expended, isa 
strong objection to indirect taxation. Wherever there is a lapse 
of vigilance, there is a lapse of virtue. Consider the lamentable 
failure of the vast majority of men to conform to the requirements 
of an exact science of economy and accouuts, in the management of 
their private receipts and expenditures, then consider that such im- 
perfectly developed economists are entrusted with the management 
oftheaccounts of municipal works, anda fair idea of the difficul- 
ties to be met with in this direction, may be tormed. 

Not one man in one hundred is able to give an exact account of 
every dollar of his private income and expenses at the end of a 
year. This is the reason why it isso difficult to carry into practi- 
cal effect Benjamin Franklin’s formula for making money plenty 
in every man’s pocket. The accounts of partnerships are probably 
more carefully kept than any others. This is because those interested 
in them are few. They are vitally interested in the results of the 
business, and as a necessary consequence, give their accounts a 
most carefulscrutiny. The accounts of stock companies are scru- 
tinized much more closely than those of municipalities. The man- 
agers of such companies know that they have among their stock- 
holders able critics, whose invested interests will lead them to give 
their accounts a most rigid examination. The history of the man- 
agement of stock companies demonstrates the fact that, wherever 
there is a lapse of vigilance, there is a lapse of virtue. The human 
nature of managers of municipal works, is not different from, nor 
better than the human nature of men in the management of 
their private affairs. If men are not exact and honest with them- 
selves in the management of their own finances how can they be made 
exact and honest in the management of municipal finances ? The only 
safe-guard for the man and for the municipality, is the regular pub- 





lication of accounts in approved forms, showing every dollar of 
income and expense, in items classified in accord with the require- | 
ments of asound economy. The question of honesty is of minor 
importance in the demand for a scientific system of economic. 
accounting. A system of accounting that will satisfy economic 
requirements, will satisfy all moral requirements. Morality has no 
existence apart from the principles of natural economic law. | 


Money may be spent honestly and not be spent economically. 
| There can be no scientific demonstration of economic results, with- 


out a scientific record of economic operations. Upon such data 
only can economic policies be safely based. .Those favoring munic- 
ipal ownership can afford to wait until such data can be obtained, 
before committing their municipality to a measure of doubtful ex- 
pediency, and one that may ultimately prove undesirable. 

This demand for scientific investigation of, and basis for, econo- 


/mic action, is in the interest of the poorest member of society. It 


is in the interest of the whole people without distinction as to their 


/economic condition. Itisin the interest of the municipality, of the 


state, and of the nation. Every economist, every candidate for 


| votes, that favors municipal control of lighting, and who is honest 


in the opinions he holds, cannot refuse to join those who oppose 
that policy, in demanding that all accounts be kept in accord with 
the requirements of a scientific classification of receipts and dis- 
bursements, to show all essential economic details. Thisdemand 
is in the interest of good government and good morals. 

I say to the people of all municipalities that have committed 
themselves to the principle of municipal ownership, you have 
entered upon an economic policy that will ultimate in industrial 
slavery. You sought escape from a limited monopoly, and have 
established an absolute monopoly. You are levying a tax on con- 
sumption, instead of possessions. This is the most inequitable 
form of taxation. Protessor Richard T. Ely says, in ‘‘ Problems of 
To-day,” pages 6, 7, 10 and 11: 

‘‘Indirect taxes are chiefly taxes on commodities; in other 
words, taxes on what we eat and wear and consume in other ways. 
This is taxation on consumption; but does consumption of taxed 
commodities vary with income? Indirect taxation does not dis- 
criminate between the last doliar of the poor widow, and the dollar 
which is only one in an income of a million. Indirect taxes are 
imposed on people without creating so much discontent as direct 
taxes, and without causing so close a scrutiny of the method in 
which the proceeds of taxation are expended, because the mass of 
men do not realize that they pay taxes every time they purchase 
gas and electricity for lighting, when the municipality owns the 
plant.” 

Prof. Ely did not write ** Gas or Electricity for Lighting,” as given 
in this quotation. He wrote ‘‘ Dry Goods or Groceries.”” I made 
the substitution, which does not change the principle or meaning 
of what he was saying, so as to make it more directly applicable to 
the policy of municipal ownership which, strange to say, he ad- 
vocates. When the municipality owns the plant, the wage earner 
and the millionaire pay exactly the same rate forthe gas they con- 
sume. Theprofit on that gas compels the wage earner to pay a tax 
a thousand times greater in proportion to his income, than the tax 
that is paid by the millionaire. 

The policy of municipal ownership of lighting-plants can be suc- 
cessfully combated upon practical Jines. Let the whole truth be 
known regarding the accounts of such plants, let the people become 
thoroughly educated as to the workings and tendency of such 
undertakings, and, speaking of one of them as representing the 
whole, the sale of the Philadelphia gas plant to private ownership 
and management, will become a political necessity. 


Discussion. 


The President—-Gentiemen, that concludes the three papers upon 
this subject. I think it rarely falls to the lot of an Association to 
have more valuable subject matter presented than is contained in 
these three papers. Isee only one possible misfortune in it, and 
that is that they are nearly in the same line. I trust a discussion 
will develop here that will bring out the full merits of what has 
been presented. The papers are at your disposal. 

Mr. Cantine—Mr. President, 1 see only one trouble about the 
matter, and that is there is no one present who would take the af- 
firmative. A great many people in this country have not anything 
ani would not like to have any person else have anything. They 
would like to divide up. They would like to be in the year 20v0, 
and ‘look backward ;” but, nevertheless, they would not keep 
their credit cards 30 days! Eleven months in the year they would 
starve. Now if any person thinks that municipal ownership of a 
gas plant is a good thing it would of course also be a good thing 
for the municipality to own everything else, and we would very 
soon come to the condition that Egypt is in, where the Khedive 
owns everything. He builds the railroads, runs the hotels and 
steamships, and everything else. Nobody owns anything. He has 
as many wives as he wants, whereas the poor man is satisfied with 
one poor little wench. Whenever the Khedive wants anything 
built, he builds it as Solomon built his temple. He pays no wages ; 
there is not even a chance to get a little of the common stock of 
the concern, which is generally worth nothing! The individual 
detailed to work upon a railroad, canal, or hotel, or what not, has 
no prospect whatever. His poor wife brings him his scanty sus- 
tenance. She tills the ground and raises his living. If the people 
of the United States want to get into that condition they should 
start inand have the Government run everything, and thus re- 
move all the opportunities of making a livelihood and reduce to a 
vassalage nine-tenths of the human family. 

Mr. Wilkiemeyer—Mr. Cantine says this is a one-sided affair. 
Granted ; yet it is an affair talked of, and also introduced in a 
number of places, and the agitation of this question will most likely, 
give us many sleepless nights. Now then, let us seek the first 
cause of this affair. I will challenge you all to cite me a single 
case in the State of Ohio where the city controls a gas works or an 
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electric light plant in opposition to an already established plant, 
where the gas company was not prime mover ‘d its unfair treat- 
ment, injudicious action, etc., all leading to those baneful and 
most distasteful words—‘‘ you must” being hurled at the people, 
and the people resenting in this manner. 

The President—I hope the entire party won’t take up the gauntlet 
at once !—( Laughter.) 

The Secretary—Mr. Graeff must be familiar with this question; 
and I should think for the information of some of us, myself in- 
cluded, I would like to ask Mr. Graeff to give us. in brief, the ar- 
guments of those who favor municipal control; and, furthermore, if 
there has been some activity in this direction over the. country— 


‘‘if there’s a cloud as big as a man’s hand in the horizon, that may | 
grow into something formidable ’—I would like to know definitely | 


what danger threatens us in this direction. 
Mr. Graeff—Mr. President, I think I am very poorly equipped to 
answer that question. 


I think Mr. Wilkiemeyer has given a fair | principles. 


election is over, they don’t get any more inspection for a while. 


Philadelphia used to require from $800,000 to $1,000,000 a year 
appropriated by the Council to meet deficiencies. Now I don’t 
know at what particular time they commenced to pay this debt 
that Mr. Graeff speaks of, but that state of affairs was, I think, 
true eight or ten years ago. 

Mr. Graeff—Mr. President, I think all the appropriations made 
by the vg A of Philadelphia for its gas works were made in the 
shape of loans, and I think the last of these loans has recently 


|matured and been paid off, or there may be one still remaining. 


But as I understand it, all the money advanced was in the shape 
of loans to the Trustees of the work. I think that is correct. 

Mr. Tayler—Mr. Chairman, Mr. Wilkiemeyer says he challenges 
any one to show any gas company in the State of Ohio that has not 
| brought on its own troubles. I don’t believe he is right. I am not 
|speaking with reference to any particular plants, but on general 
I think the facts are that the older companies, at least 


outline of the argument in this paper of his; but, as I see it, the|a great majority of them, did not provide against this in the way 
argument is a very short one. It is simply the one against mon- | they ought to have done in earlier days; and, speaking generally, 
opoly. A municipality can furnish gas cheaper than a private cor-|I think gas companies are to blame for the trouble they are now 
poration can, for the reasons that Mr. Wilkiemeyer gives in his | experiencing, but I don’t think Mr. Wilkiemeyer’s criticism applies 
paper. Of course the municipality all the time has nobody to con-| to a new company that has started in, say, of later years, and has 
sult except the politicians who run it. I believe that is about the| found the citizens already opposed to gas companies (simply be- 
argument of the other side. But as regards this cloud the size of a | cause citizens are opposed to them all over the country) and found 
man’s hand, I am one of those who recollect that there was a time | city councils ready to take all the advantages they can of them, 
when that story first begins, when the cloud was not seen at all. | simply because it has been done so before in other places, and in 
Then, at the next observation, the cloud began to appear, and | fact because it has become the general complaint all over the 
finally there came such a storm as startled those in that part of |country. But I have no doubt thata great many gas companies 


the country. 


I think this question of municipal control is growing | are experiencing trouble of that kind who in fact are not to blame 


at a rate at which I think Mr. Wilkiemeyer—and I think he has | at all, and who have treated the community fairly. 


looked into it as much as any of us—does not appreciate. 


As he states, it is being agitated and pressed by those who have | have done anything wrong. 


anything to sell to a municipality. I would like to see a full and 
fair discussion of this subject. 


tion to-day that can be presented that is more important, not even 


the question of fuel gas ; and with this question goes that other of 


legislative action in regard to gas companies. On that I trust we 
will hear something to-morrow. 
discussion of this very full and free. 
Mr. Wilkiemeyer on one point. 
the gas burned by the rich man; that the man who lives in a cot- 


I don’t exactly agree with 


tage and burns oil when the municipality owns the plant, pays for | 
Well, now, | 


the gas that the man who lives in the mansion burns. 
my experience in Philadelphia is that the man who burns gas and 
pays his gas bills, pays for the street lighting of the man who 
purns oil. 

gas it chooses to consume for street lighting and other purposes. 
Therefore, instead of the man who burns oil paying for the fight. 


ing of the man who burns gas, in this case the man who burns gas 
is paying for the street lighting of the man who burns oil, which I | 


I would certainly like to see the | 


He says the poor man pays for | 


| Mr. Cantine—Mr. President, we don’t need to own up that we 
I deny the soft impeachment that we 


| have done wrong. We have not done anything of the sort. Simply 


I don’t believe there is any ques-| because we, as corporations, have paid our debts, treated our men 


| well, paid our taxes, never on the delinquent list, never any execu- 
tions, never any companies went into liquidation, never made any 
‘assignments or re-organized under an order of any court and 
scaled our debts down and paid our debts off in stock that is worth- 
less, but because we have simply walked up like gentlemen and 
paid our bills, and done what was right, we have incurred the 
‘enmity and hostility of that mean, contemptible spirit that this 
country is fullof. That is all thatis wrong. (Applause.) 

Mr. Wilkiemeyer— Why do you pay your taxes ? 
| Mr. Cantine—Because I am compelled to. 

Mr. Wilkiemeyer—Why are the gas companies reducing their 


Philadelphia sells gas at $1.50 and the city uses all the | gas rates? 


| Mr. Cantine—Competition. 

| Mr. Wilkiemeyer—Competition ! 
Mr. Cantine— Yes, sir. 

Mr. Wilkiemeyer— Now, then, suppose the gas companies, be- 


Because they have to? 


think is fully as unsound as the ground on the other side which | fore the electric light people compelled them to come right down 


Mr. Wilkiemeyer takes. 
Mr. Wilkiemeyer—Is not that an exceptional case? 
Mr. Graeff—-I hope it is. 


Mr. Wilkiemeyer--If a private company had the plant in Phila- 


delphia, what would it furnish gas at—$1.50 ? 
Mr. Graeff—I am not quite big enough a gas man to 


the city might then have to pay for its gas. 


A Member—I don’t think you understand Mr. Wilkiemeyer on | 
Where does Philadelphia get the capital to invest in| 


that point. 
that plant ? 


Mr. Graeff—The capital, of course, was raised, in the first place, 


lace myself | 
on record, but I think no gas man who understands the condition 
of things in Philadelphia would say that we would not have gas at | 
$1.00 per thousand, if a private corporation owned that plant ; but. 


to business and go to work, and not sit in the office for customers 
|to come around, but go around and bring them up, had done that 
' before the electric light came in, how much of an advantage would 
‘the gas companies have over the electric light oo to-day ? 
Mr. Cantine—Not a bit. I sold gas, when I had an opportunity 
to, at 50 per cent. profit. Iwas not good enough to sell gas at cost 
and lower. I made hay while the sun shone. I made money out 
of it, and I don’t deny it. I would doit over again. If I started 
in the gas business to-day, and could get $3 or $5 I would take it, 
‘and I wouldn’t go around soliciting either, not a bit, unless I had 
to. Competition compels people to do lots of things they don’t like 
to. I am here to tell you the truth. The chief reason that we sell 
| gas for $1.25 in our town to-day is simply because we have to; and 
|we are onthe upper side. We are not the under dog atall. We 


by loans, which loans have been paid off from the profits on the/| once sold gas for $5, and we got that rate then just as easily as we 


plant. 


A Member—How do they pay them off, with taxes gathered from | 


the poor as well as the rich ? 


Mr. Graeff—They pay them from the profits resulting from the 
and pay off their own loans. | 
ing to occupy much of the 
time, I happen to think of a case that is germane to thissubject. I) 
know a town about 20 milés from where I live that owns its own 
In the town in which I live a New York corporation 
We pay, | think, $6.00 a year for domestic | 
In the other town I think they pay $3.(0. The people 
are very much better pleased, I think, in the town where the town 
Those who use 
the water are much better pleased with the $3.00 rate than those 
who pay $6.00, but there is a deficiency, and the tax-payers are 
Now, there seems to be 
The tax-payer is very 
This I 
think has effected, probably, as much as anything else, the putting 
Gas is sold in this country as 
cheap as it ought to be, considering the facilities for making it, etc. 
It is an open question whether the general public are better 
In 
the former case all the ward heelers are employed as hangers-on, 
It requires an 
immense amount of inspection in all these municipal plants at cer- 
It takes a great many men to inspect a 
Ten or 15 would be a good day’s work for a man | y 


sale of gas. The works earn the —— 
Mr. Cantine—Mr. President, not wis 


water works. 
owns the water works. 
purposes. 


owns the works. That is the non-taxpayers are. 


very much displeased for this $3.00 rate. 
just about where the trouble all comes in. 
well satisfied with the gas works at their present prices. 


of the price down to where it is. 


served under a municipal control than privately. I think not. 
without caring to do any good for the corporation. 


tain seasons of the vear. 
few street lamps. 


to go over, and see whether the lamps are properly cleaned. After | 


get $1.25 to-day. The thing amounts to just this, that we don’t know 
so much about other business oftentimes as we do our own—thatis 
‘a common thing, and we ought not—but I have been engaged in 
other lines of thee iy and I know, taking all the commercial 
businesses of the country, that there has been a gradual—well, i 
may almost say there had been a rapid scaling down of profits. 
Take the money that you have in your Portsmouth works, let 
somebody pay you cashifor them, and you will lay awake at nights 
to consider what to do with your money. You can’t put it in 
banking because you have to do a credit business. You don’t dare 
to put it in merchandise, because they sell too many things at less 
than cost to realize a profit. Once we didn’t have todo that. We 
sold women’s blue calico dresses at 50 per cent. profit. You can 
buy the same at 20 or 25 per cent. less now, but the price wasn’t 
lowered until it had to be. That is all wrong, you say. There is 
not very much in the way of business now that is right, and as we 
are a sort of bright and chistes mark the public are shooting their 
little arrows and shafts and darts at us continually; but they don’t 
puncture many of us, nevertheless. The only fear I have of the 
as interests of this State is that they will swamp us with taxes. 
think from the account of the meeting of the State assessors in 
Columbus, that they intend all of the property shall be appraised 
at its full value. You will find there will never be any diminution 
of the rate per cent. You had a very able paper on that once, Mr. 
Wilkiemeyer. Nearly all the cities and towns are taxed 2% per 
'cent.—26, 27, and even 30 mills on the dollar. You will get a worse 
black eye there than you have on the price of your gas. I move 
ou, Mr. President, that the thanks of this Association be tendered 
to the authors of the three papers last read. [Adopted.] 
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| ; Price to private consumers for Price to private consumers | No.of |Price per year, Size burn- Time of F 
City. } Name of Company. illuminating gas per 1,000 for Gas used by Stoves | public St ag post pub- | ers used in of Pu 
| cubic feet. and Engines. lamps. ic St. lamps. pub. st. Ips. Lam 
} 
_ a = ao 
Ashtabula............ Ashtabula Gas Light Co. - $2 00 15 par eont. -15 days ..... a 00 15 5 per r cent. 15 15 days iets ik RRR ETON RRS es 
*Alliance ......-..--.|Alliance Gas Light Co RMS RC RES Ene Soe ere a Ceres eee er eA: 
Bellaire .............. Bellaire Gas & Electric Co CL ee ae ee eee i 20 eee ee | on eee ee 4 Feet Phila schedule 
SRNFROB.ccc00 scnsc00 Bucyrus Gas Light & Fuel Co 2 00 2 00 20 per cent................ DOO co dcnRiviccksn0s2anntselascasaeouseetEeieeetaeeaeee 
“Deshectem.....0. 22-00 Coshocton Light, Fuel & Power Co 20015 per cent adeLesceesaee i)" Se RUA See POD So cin ae SP ANON, <5 cl vecndancanee 11:30 pm....... 
re Columbus Gas Light & Coke Co 1 - 20 per cent. 8 days 1 25 20 per cent. 8 days. . Se ee PIR MERE eines er. 
ORR. co0es0.00-0- Canton Gas Light & Coke Co 5 dis. 5, 10, 15 and 20 per cent. Dae, RM, BO MOE. cco csccccces Ss $15. 634 Feet. ...| All night. .-... 
DEE votsna kece ne Dayton Gas Light & Coke Co 25 10 per cent. 5 days, 1 15 net 1 25 10 per cent. 5 days net 1 15 1335.....-.. Saree ee 4 Feet. ....|All and every | 
Defiance ..... Defiance Gas Co -/10 00 dis. up to 80 per cent.....|None......................0200- NRE ire mrt rs ie Cres Fel re 
Delaware. ....... Delaware Gas Light & Coal Oil Co..... “Ee Se ie ia sate ct “a 5 oi8 oe 6 Feet...... eer - 
Elyria ...-. Elyria Gas & Water Co 2 20, 1 80, 1 60 dis. 20 per cent. .|1 45 dis. 20 per cent........ @---/08.......... Fil midnight 4and 6ft...| [7 2 + ea 
Gallipolis. - Gallipolis Gas & Coke Co. ..|2 00, 2 25, 250 and 300........ PRP bs ws kn cneeeeesnauencer OO cine’ $2 21 1,000..... 3 Feet. ..-./11 pm.. i 
Greenville OS ee eee eee ta cncddialeresety es. Us Se alncaeins ccs sk Pama ReUSGEeee . eae _ SASS 5 Feet. .... Ait night sche 
7 SRS Galion Gas Light Co... e- A anukds ddniaeiiccckesneneen | eee area ae rae nes 5 Feet...... Midnight sche 
ee Hamilton Gas 1 ight and Coke Co {ee rere nes eae eens,” RES (5 IIR OS ee 
RD «ccssevcuun Hillsboro Gas & Electric Light Co (A ctiedsenstiwienvsewacsonaee SS ee ere eee ERE ee es WE er Sk etree 
re Scioto Natural Gas & Oil Co ... PEND casa énccacsvnekuskentonet ee eS emer ee rt re eer ; = ‘eit. sigudl 06 Feet...... All night sche 
| | DB: . 
Lancaster.... ..- Lancanster Gas Light & Coke Co ED lotwrns cna und ss sdewk4insan%e See es ee | Se DUNE we xeede wanes 5 Feet. .... Phila schedule 
Lima .. Lima Gas Light Co,..............-.-.. S | ~~ eee SN eee ane aie [SES cep SNe Saeed 
Masaillon ......... Massillon Gas Co I, A ea enn 1 De pC ritderighisks<ckbss occ wate Serer es Prrrret Te rie mre et 
*Mansfield........ Mansfield Gas Light Co RES SE 1 50 dis. 10 days 125....... 1 25 disc. 10 days 100.......... | eee BEB etchocsncees 5 Feet. ..-... Midnight to di 
Mt. Vernon .......... Mt. Vernon Gas L! ight & Coke ae eee eee ....|Above 1,000 ft. 50 cts....... TORS cel ab a n'aneunvacxdetaceine taesenll 1 teas 
Marion .. ..........-.|Marion Gas Light Co. eee ee 1 5010 per cent. on 5,000 ft SAL Sa RRS eS th OS eee “ 800 SS1s bac eeeneoeuden 
Marietta ...... Marietta Gas Works DPD MMS srssewens.o% 1 00... None Sr pe! Mr ens Lene RTL ooh po 
1 50 25 ets. dis. on 10,000 and 50/1502 to 5 000 10 per cent. dis. 
Middletown ... Middletown Gas Co Menrtik cts. dis. above 10 000 all over 5,000 1 00............. SS ee Eee Pre er: rere ete 
New Philadelphia New Philadelphia Gas Light Co ...... 1 75 25 dis. 10 days............. 175 25 dis. 10 days.... ae . $16. 4 Feet... ...|Moonlight sch 
*Newark.........- Newark Gas ight & Coke Co. 2 95 with dis. from 25 to 1 00 1 00.. 190 $13. 4 and 5 ft.../12 o’clock sche 
aN ee Oberlin Gas & Electric Co . -. .|1 75, 2 00, 2 25 net. . .--|1 50.; caters | $15 6 Feet......|10 pm 17 night 
saree Piqua Gas Light & Coke Co. ; 1 50 with dis. 10, 20, 50 ¢ eee | “4 with dis 10, 20. NR 2 a. co RII a oS xl eecaes Fos 60555 Clncasesenaecely pana couse nae 
Portsmouth .........-... Portsmouth Gas & Electric Co. - . ae OS eee benesnpwuk 8 se Ee See a ee ee suena xneyphaeasaleesenwesces Maneatis 
eS eee Ravenna Gas & Electric Light Co. a ee eee ee 1 60 er erro See knee a a ee, Seer reper ess (aoe ee ee Cet er ise 
a ES ER eer DMP Rtigkeickaseeniseeerseccuree SE Pepe PI oso cals Gskd.ckacapannccdateacuuueiccsls ooeabeeeeree: 
Springfield ........... Springfield Gas Light & Coke Co. 1 50. nse éeuews iE 50 ee .|813 ee 4 Feet. ....|All night. .... 
*Sidney : sidney Gas Light & Coke Co. 1 65 dis. 10 days “epee 1 65 dis. -~e4 ee EES 134... . $20 5 Feet. ..-.| All night Phil 
: 1 50, 1 35, 1 22 dis. 10 per cent.|1 50, 1 35, 1 22 dis. 10 days 10) 
Steubenville. ....- Steubenville Gas & Electric Co..........- RM ciciataadiradensacee 4 per cent...... .|300 errr 6 Feet...... All night. .... 
| SS Tiffin Gas Light Co RL AGheSeeebesiesssiiastccvcen SEU PRR ex dui eveedsascaaclae ER, bee ers eres Re 
| a aes .|Toledo Gas Light & Coke Uo. .............-.......20.. 1 35 dis. 10 yee + SH wks bi akauabesteacee | Se Seer ere (eter re pert ty 
W ooster......- | Wooster Gas Light Co ReemesPin eres aseshaennee 2 “4 ere ree iG .-|None er, Peer Pte ek 
Eee {Warren Gas Light Co...........-....-.--.0-----00----|1 &.....-..---.. 2222-2222 eee i 20 Pree eee Pye eT ae ere 7 Feet...... 12 pm Phila s« 
POE. ....... .... fe AENEID on os cenesensckscecesecescns sauces 1 50, 1 40, 1 30, 1 20 and 1 00 SE ee ee ee DDE csiwsaclvwacawnch ones aeelineseaensewely shen meeene 
|1 25 5 per cent. and 10 per cent.|1 25 5 per cent. dis. small, 10 12 pm, after t 
Zanesville.... .... |Zanesville Gas Light Co..... ......-.....-----eseeee- | ee eee | percent. dis large ...........|/116......... ) per 1,000 BOM soc: schedule. . 
*Crawfordeville.. ....-- Crawfordsville Gas & Electric Light Co... . |$2 iittala phe cceatll WOMB. 6 os ics snwiticasascsccd MDB oo ic cd cd ada davekeuenae levees Geucteelcos eee 
*Columbus.......-- Columbus Gas Light & Coke Co .....................| Sse sess rexceny soa Scene $2.. I lik es gE ao oe RTS Fee RD, Sea eee Pe ee 
Mikhert..............- Elkhart Gas Light & Coke Co .....................02- ee SOOM... iene isisscsuey MLSS Ss tas eteiesnanoaeatne 1155 Spree $20, 12 50.. 5 and 6 ‘Philadelphia 1 
*Evanaville.... Evansville Gas & Electric Light Co .................. \1 50... aan 50, weed #1 Se) Sa Ste . osccence 
Fort Wayne. ----|Fort Wayne Gas Light Co ...............-.-.--.e+-- 1 50.. R 1 50... Pn Pr ee ee ree err et 
Frankfort .-- |Frankfort American Gas L. & Coke Co.............. 1 50 net .|1 40 net [ 19 40 Sand 6... IGM ucch we 
*Greensburg ........--- Greensburg Gas Light Co.........-..----------+++++- 2 50 and $2.. $2 1) RSA $20 4 Feet. ‘Phila sched.. 
ES PaaS ee ae 1 25 cece asa he eeu ee eee OL... ... 222s eee eee eee eee Pees eer eee ee rere rrereers 
Indianapolis .... Indianapolis Gas Light & ( Uiieiie <: 2.26. ceckeord 25 Rae i! EE Mere s peeee te ee 2 $15. . 4 Feet...... leisy sched. . 
Jeffersonville -. ee errr errr $2 dis. 10: per cent........ }$1 net. ..........4.... Ns dsc wculaawe sh 3.00ns0s vss] ecencsweswd pian: meena 
*Lafayette.... SRD EE TID, 5 3 oinss <nnvnenssces cans: eaene 1 40, 1 50, 1 60,170 ; : il Boa chckin deb Manncaameeest nce . LE: $20 5 Feet |All night..... 
Logansport ........... Logansport Gas Light & Galt Oe... cscccccnveses {1 20 mob... ..- 22... eee eee ef e eee ee eee ee cence ees 5 ee See eens Cone eeeerr | Not in use.... 
La Porte aoe See ie RR MND... cn menccunnecoss $2 dis. 5 per aes eee ‘lg. dis 5 per Wowie ona. cacs xe ee 16 25 4 Feet. ..../11 pm 15 night 
Michigan City oe SRR ME, 66 cicsccassecscsiesrdecessséy $2, 1 80, 1 70, 1 60, 150 net...... jt 80 eins ses ares soe eeecanal awe 00 ¥ atl a ceseeeccesel snecedenennte: 
Madison ; SS BIE EID 050 0nsns sins vcenssce-<skeeenes $2 "eS, PO TE Te SAREE er re ree Lo scewse veda slenetescseeees6asloveceusssseelanunucesyeueubel 
*New Albany New Albany Gas Light & Coke Co .................. We NP eee eer \1 50 a eau ead tele e 538 eee Riss cisneasuee 5 Feet Phila. sched 
2 | 50, with 10, 20 and 20 and 10/2 50 with 10, 20 and 20 and 10) 
South Bend........... pes Tie Cie TID. ng oon snc necnciscessesccss PRE Css canes cncesene’ ee l cninep enddedo] cacy Sa >> sau 0000s seunvinwwedssoeeh canes ekeeeie 
Terre Haute Terre Haute Gas Light iis ctakdansokas tenia enseel 5 SR eR eer hee keke vednesencsnwcs secon aes bnewieiev ages auwes sess d00se0sleqnececss 6 t5liueaceueunnne 
Vincennes... I 55s canes ncdaebabbanebuses cea BO BAIR nacsiiaioncines cones J ery ee See ee 5 Feet American Me 
*Valparaiso............ Valparaiso Gas & Electric Light Co...........------ SU Esnkehscalapsiovavecaal SP Mishtendes amonauokbese eee be Ore. ree MERCY Al. 
Wabash accneen caren (oo . |p, SP SR ery GB. ne cnnecsccncscncsscscsaccoces aa Joeccevsssccensacloccevcoesacs | plain Cessation 2 
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| | | | 
Time of Burning | No. hrs. public st. | Maintenance and Care City own City or Co. Peale. | Capital | 
of Public lamps burn per of Lamps paid oroperate | ownlampsand | Date of City Contract. Pe aid in | Process of Manufacture. 
Lamps. | annum. by. Gas Plant. | posts. | a 
ER 8S LLL ALLL, LMAO ——|—__—_— ren Mes renee 
Serre tL - eee ER Rr PS, Shr ee oer ear een No Sere ore rer rere ee ee Eee 8,000 | 49,000 Springer Water Gas....... 
lila schedule. ..........-. Sanne co vadere orcaseel RM as cadeastas cacses No \City Dcseaureia's wan ..|Dec. '89, two years 10,000 66,000 (Coal. 
sg ne Cates seh. aaetacs [eseceeeeee se eeDececeeeee|ecse sates ceeene screenees No Dean Santaah ees ee dhs on caedacada tease sean ange hegulen te eeaaeces Springer Water Gas....... 
ON etter t uee| sean tisecwaaiaesscceses City Light and Ext No ity OW TOME. << leo sn 0c ss noses sce. £000 | 40,00) (GORE... oon. cic ce scan 
SES eC Ea ee RRR AY ate GS No wseseeeeseeees-[No Contract...........| 100,000 | 720,000 |Coal.. ER -ainth 
RMR ea Soleo 0: SEES rer) IMR OOE. .caccecices oe. Me eee Ae ee April, ’s8, two years....| 25000 |.......... iC 2 ene eee 
il and every light. ....-.. 3 ae eee WS 4cccuxecewe~ onecin No Ms dc candananaced March, ’88, ten yeurs..| 55,000 600,000 |Coaland Water Gas ...._.. 
PES? es ho RE ne |ossteseeeeeeeeeeeeeeeees Hagen Gees devatirk eos ceca cous ateatcbenmeawawuasaucmaccocsancp . Sagem h > ecnee Patton ......... 
f 
igs salem Bi ison Rise. ciesacsnsanes No cy peocasaease .----|Dec. '88, five years.....| 10,000 | 90,000 ‘ean Ber eticante cued. 
2 40 eao : | y 
4 A 55 thal 12 awe "43 20 each... IC ity $34 per Mo........ No iCity Fades sane ees Se ene 6,000 75,000 |Lowe Water Gas 
Meee Ceo ibe wnsacs se ieacen nacabes a ae eee No CC ren. een 5,000 | 
f night schedule ........ MN osc oy s4axnewecare IC ity repairs Weer eae No Ms éacanas 1888, seven years....... 6,000 BOGOG 1OGRNs on... cccccccce 
idnight schedule ........ Peautecocsss's subcceseneun ee Me | | foaWacesdcovcasccaqnes ee | 8,000 a | een 
NAA BEE 4. eS Pro axa wien aida aia WaT R aR RAS RE base wae Gam alae alle WNW WemRad eS Gl A ekcains wine 0 0k wd 05) ee 18 000 OS ee 
Ree i OR See ae baaay emtenw elses nsewsinel| nam ane dencisiencweanawe No saisic cadence ébccacaae eG Ome Ree SOGRDS. 4,000 20 000 |Coal. dabei a 
ll night schedule.... .-. LS teaeea aida ine Nex<en ds SN ws Kdcaousmea se No NE ce urawadssecce on 1886, ten years......-... 6,000 100,000 |McKay Water Gas. ston 
BOS TERS, (ea Ee EE Tee ee ee No City MRC iev cae cudaccae<t 3,000 50,000 |Coal............ ; 
Seis) 6 ae LORAIN OE i EC  ix<jQ@©Wiee ee ee 
a A od ee oi an Dis ei Ae Ro eal ae ie ho boa oe ao 2 No EE ae ae er eee 10,000 57,750 Coal... . 
SRI SO CAFE. «0.5 <]occce ccc c wn esceseccoces OO ee ere No Company Oct. ’89, nine months 20,000 80,000 or Gas....... 
Se ee eee Gh Ct ae Ss 55 866 Ka NEGns Ore eee Rl Pees Ne cde eewdn6ecancawnelietRsheses ens as REREemn ged at dswci.d oN PRReRe Oe Raceen sass bees,s <0 6,500 50,000 i ‘oal ea sias 
See Me en NTS het chao eas 55a oR an den SA ames eRIGATKNd Kaacaes bavecamewne No MESA BReorerr rrr erere 8,000 87,500 |Coal ... 
Reckasaneash tapi bets o0's Jone e cece ence ee en ee encces|ceeeneeensereeseceeenees No \City...--.6.-.- ee [eee e ee eee eee reese eens 9,000 25,000 McKay Water Gas 
ioe ine ee Sethe ats. Bend aCe ct ate saidls heal Pe alee we cbdaaiige deees No loity paaeéssisewintacessaesck “ONO 72,000 \Coal...... 
oonlight SESE Sree ee” | eee rere No See eee Dec. '85, five years. . 5,000 80,000 |Coal 
o'clock schedule ....... exe cnaetseeesees seasoned SEE re No EE caswesecicseccess May, '87...--. ......... | 18,000 52,200 |Coal 
)pm 17 nights. ...... [sinisewecwies Snepeneceasenis RUERIOS sccacgees ccceas No errs A Ee a 20,000 |Coal .. 
SEA eo Es POP Peer ee ee Eee) ort eee re Eee eres No ity 10,000 50,000 |Coal and Oil and Nat. Gas. 
UR EO ee yak RT Pet ee eS (eens mer a an ee eee No 15,000 100,000 |Coal ...... a ‘ 
die REAR PEE ce ba lnoedd gh tsaheede heeaeesedecsetensses lcték dane ane Aone eae No 4,000 37,200 |Coal .... 
RG ey er ee gpa napa No 6,000 10,000 |Coal .... 
Ee oer REM 2529 5 25 vo Se st City pays repairs. ..... No Lo Scere Nov. '86, five years....| 40,000 | 300,000 |Coal ... 
ll night Phila schedule. . ./2,125...».......-........- (Gas EE No ng Bic caahaeseared July, 89, two years. ... 6,000 30,000 |Coal ... 
ee ee |3,200 Pe COTE REE city pays $600 per year No , Seer es Aug. '84, five years....| 18,000 | 300,000 |Coal ..... 
SIEM NC 2s RCM Beg on. cys da x cana. caackde|eatedeascressasacusbea ee No See Sera ET eee 
RL TOS VE SEs Re anes ME Ss Sa Mon Petes ers ree No City........... ....|Jan. '89, two years | 100,000 | 700,000 \Coal and Water Gas . 
ia AR eon ine a | oka sein <ncs Sade sn ncn<estinbauchevctutees an senees No oe SS ey rire 7,000 @0:000. |Coal.......... 
» pm Phila schedule.....- ectreen ee nese acs hate Gas Co ee ee ree ree No City SNES rr rorer a, SRS ener 7,000 60,000 |Coal...... 
eet: 2 I Ee ee Re Err rte eee eee ee eee re ee No Let See ceca akon Suita b eed vss Skalunnibeds od adadeeakat TERN acs ceceddesasewee 
> pm, after that on Phila) | 
RE a Pere re ere rer reer re |City..-------+- --+-20+- No City |Mutual................ 25,000 8 er 
A. N A. ° 
a eA Se vcnins anienicdkaxws's' Li cacanaveeneeeataseana'as| No oe 10,000 | $100,000 |Coal................22..... 
Ee SE a eee Tar a eee ee RT Tete ee No SO ree eee reer rere rer corer 3 WN RI aes nak ck ccdencederccs 
| | 
hiladelphia schedule (tone te Se eS rere eet | No MEChSdis sax esconccg Sept. ’82, ten years . 14,000 50,000 |Springer Water Gas. ...... 
a Re Pe a inal ev sigahhd ehawbtesumal sal Due eudus ease eMeneds cee wid dew sicallewasee aha wwekdeaw as eae oe 50,000 | ee 
Pac gaSbugasihe Bebakasaecow Aug. ’84. five ee. 30,000 I aos ose cas cns swcbacdane 
Sevgm di cesstuwednsdcee \1885, five years. 8,000 50000 |Coal...... .. a 
hile a ee rere |1888, three years. eee 5.000 INS 5.0.6 iw suiasiaiasinc anda 
ee Se esi eae aa da'a ak cciee Res eeetiedisaneeseessercsaal ~MN ikatbacadsanues<siwnaleoasacceecaasmesaeawsecs 7.000 27,000 |Pratt & Ryan Water Gas. 
| ER er July, ’84, still in force. | 125,000 2 eee 
ee a Mea e ai cheGhes wesc aeeeeeaeiaehiatbawtceesnes EE —- lWeeaamiwes eee ann ans aadbdnecoeceedenemeugene 12,000 WU RIN nied dsrewneccddnccda sas 
ail —_. wae e ee coc css ccc ces [Ops occ cns cone coe eOMYorccccccccs secceoes| = = UD UNG. nc csee nese ccnlaccccccecnsscccecccosacs 22,000 24,000 |Coal 
cc we dete nb acctcnccdesenccecoaseeessectecacenccsoesenes| FN = FUT ccccscrtaccccoccloccencccscccccsaccececes 18 000 TE ins 5.5.6.6 5:c:s'a waie cic cwateiacs 
1 same 15 ‘night ie SEE cs. k since ss caceced ee ee ecesss!! “PEE Reawndeietecedesiuccséedcectsantoeenccnmy 10,000 TE occcc Aicacccccccbaveas 
Ree as reid aa'eck van sedaesivsnaeesiisdwewacecactsse| GE fesecodasasdbeddwtcdaleccncacacscrcssooeccomss 12,000 MIR 2 soi. os cetcadcwec caecss 
eee EEG oo catatgueebenesessvateeseaseeeasiay” - EOP — ficatcscbudeedecciedaladcecuesdevscuceneszetee 10,000 TUG e cc cecnewcnccisece 
ee eae March, ’88, 23 years 30,000 pO eee eee 
ee ki. o ssi seeeeeeaeSams eC eendengueeseteceseeeh” EEG  ledadcnbacendediores ddl vavtendecp esd cenediecscas abt SEPP Orere rae poe} Water Gas ....... 
PE ee Re Oe caeneceeeeceeeeeeses|s cere cece nceseteeceeeees 40,000 | 200,000 |Coal and Water Gas ....... 
\City Dec. '75, 25 years ...... 12,000 oi isa tindacecsssaksss 
ee, ee, ER he dadiacsessss Pet aiae aia udyaanmaseeds 7,000 50,000 |Patton’s Oil Process ....... 
Medien Oy een e ee | nn oer Terror rer |+ccccesccceccscseeeceees 8,000 10,900 Naphtha .................+. 


Prices of Arc and Incandescent Electric Lighfing 








City. 


Ada “2 
Ashtabula 

* Alliance 
Athens 
Akron. 
*Bucyrus 
Bellaire. 
Columbus. 
Canton. 
Conneaut 
*Coshocton 
East Liverpool. 
Eaton....... 
Findlay...... 
Fremont. .. 
Fostoria. ....... 
*Hillsboro 
*Hamilton 
Hicksville 


Kent 


Lima 
Lebanon 
Lancaster. 
Marion 
Massillon 
Marysville. 
Mt. Vernon... 
Marietta 
Mansfield 
Mansfield 
Middletown 
Norwalk 
Napoleon 
New Lisbon... . 
New Philade anmeeee 
Oxford. ‘ 
Portsmouth ; 
Painesville 
Pomeroy. 
Piqua 
Ravenna. ..... 
Steubenville 
CG niisnn cane nn 
Tiftin 
*Tiftin 
*Toledo. 
| SoS 
Van Wert 
Wellsville......... 
Wooster... .. 
Washington C, 


i. 


Zanesville. 


*Crawfordsville 
*Columbus.. . . 


*Evanaville. .. 


Fort Wayne. 
Frankfort ..... 
Goshen ..... 
Kokomo. 
Logansport 
Lafayette. 
*Lafayette 
*New Albany 
South Bend... 
Terre Haute 
*Valparaiso 


Vincennes 


Ww Wabash . — 


Name of Company. 


Ada Electric Light Co 


The Ashtabula Water pata ‘Co 


Mutual Electric Light C 


Athens Gas Light & Slostzis Co 


Akron Electric Co 


Bucyrus Electric Light Co 
Bellaire Gas & Electric Light Co......... 
Senin Edison Electric Light Co 
Canton Electric Light & Power Co 
Conneaut Electric Light Co .-.-.- 
Coshocton Light, Fuel & Power Co. 
East Liverpool Western Electric Co 


Cook & Aydedott 


Findlay Electric Light & Power Co 
Fremont Electric Light & Power Co .... 
Fostoria Light & Power Co ee 
Hillsboro Gas & Electric Light Co 

Hamilton Electric Light Co fn hive 
Hicksville Electric Light Co 


Kent Water & Light Co..........-....-.. 


Lima Electric Light & Power Co 
uel & Power Co 
Lancaster Electric Iluminating Co.,....... 
- Marion Electric Light & Power Co. 
Massillon Electric Light Co. an 
Marysville Electric Light & Power Co .. 
Mt. Vernon Ohio Electric Light Co 


Lebanon Light, 


Marietta 


Mansfield Electric Light ‘& Power Co. 
Richland Electric Light & Power Co .... 
Middletown Gas Co........ 
Norwalk Light & Power Co 
Beard Electric Light Co 


New Lisbon Gas Co.. 


New Philadelphia and Canal Dover 


Oxford .... 
Portsmouth. 


City of Painesville Electric Light Co 
The Pomeroy & Middleport Electric Co. 

Piqua Light & P. Co. & Edison E. M. Co. 
Ravenna Gas & Electric Light Co 
Stuebenville Gas & Electric Co. 

Salem Electric Light Co 
Tiftin Edison Illuminating Co ........ 
Tiftin Electric Light Co 
Western Electric Light & Power Co .... 


Toledo Electric Co. 


Citizens Electric Light & Power Co. 
Citizens Electric Light & Power Co. 
Wooster Schuyler Electric Light Co 
Washington Electric Light, Heat & P. Co. 
Youngstown....... Mahoning Electric Light Co 
Zanesville Electric Lizht Co 


Crawfordsville Gas & Electric Light Co . 
Citizens Electric Light Co 


Evansville Gas & Electric Light Co 


Jenney Electric Light & Power Co 
Citizens Electric Light Co. ner 
Goshen Electric Light & Power Co . 
“Kokomo Electric Light Co .. 
Jenney Electric Light & Power Co 
Brush Electric Light Co . 
Lafayette Gas Light Co. ara 
New Albany Gas Light & C oke Co....... 


South Bend Electric Co 


Terre Haute Electric Light & Power Co 
Valparaiso Gas & Electric Light Co....... 


Vincennes Electric Light & Power Co.....| 


Wabash Electric Light Co 








City own 
or oper- 


ate plant. 


No 
No 
No 
No 
No 
No 
No 


eer Yes 


No 


No 


No 


| 






























. Public are lamps Public are | . No. ¢ 
Xeuate Peco ner vas pad? ab eats ands angele Ssutem | |i 
lamps arc St. lamps. (St. lamps) light schedule all | midnight arc lights e 
= . I aor night. | only. tines Fo 
| | 
| 
25 $75 2,000 1 om ae SOO REAEE, (hiss EER. Silvey 
26 60 2,000 |12moon ...........-. Regret |American 
43 7% 2,000 (126 | a errr 
32 80 BMD: corsa as ccecceesce> Ae ee 
180 3 7-10 cts. per h. Rs cacnadurd Te nciehinaeeinel t 
60 100 Se. | EL sucvesnscdbeonken |scnseks sea unesee 
46 90 2,000 | Yes Ne eee RAE, Te ee re 
oe Je ae Se ert ol a 
on oe | @00e~ | GRD Weeee..cc...ccoscorocclee-c.cccccsscc. Se 
36 95 fi. ee eee 
Tower 8, 9 150, 100 a. Ale ESP ee BAR cccwceesnek 
125 60 MD. | SHO: v cadkawascashun sales acdissadenbas 
70 90 ne: Sn Giactcudinenariactasinksaancawewie 
40 75 . 2 aaa =) ee 
62 70 a ers pudeneahane 
a ee eR ee es Cee nes we 
6 65 So eS aeee aeaee A 
40 60 2,000 ? DR divine denn aesdsesticcvexsvevasnnees 
135 88 RIOOD . TROND Sacks wednesncsd cdl ccasceussvnaneas 
i = ae 2 , 2 eR: ~ eee 40 
67 72 2,000 (18 nights 3am ....... LSheaotee Makes Schuyler...... 45 
90 70 2,000 6motolam,6to2am)................ Schuyler....... 90 
onan sgvberlaaunnsens asin oe ee 
68 50 Est 2,000 
82 75 2,000 
iene adel uneplaiegs” inom neaaeas oan eonninareseveene 
82 70 2,000 
16 125 for 12, 100for4 2,000 
97 2,000 
NP31 CD35 72 2,000 
De: | leckeudbedwnwawineaes ,000 
96 Don’t know 1,200 
RE Peter a ere 2,000 
25 96 2,000 
10 10 2,000 
50 75 2,000 
23 75 2,000 
il 70 1,200 
ye a aaa anne “taaaesen 52 CEPR OE 
25 100 2,000 
250 100 2,000 
53 84 2,000 40 
40 70 i EEE ae BR iva tweskend ‘Waterhouse . 17 
69 70 erry ee Schuyler. ..... 2 
51 80 BE ais iiiacnienkwankacsces MO aus'ceceaden be Seep 2 
184 70 OE NR iit edna wad aie eae Seems 8: 
150 87 50 2,000 (12 pm moon after sees! ipemeeuss badades | West. ee es 13! 
a Sa SR MIA og ccecc tent oo canes cans ciat att ye 53 
48 52 12% | ee ee i eta nn xecd ces 3 
169 120 2,000 MUD criutdnsacchutesbinaedauceceuctans BG is «ceed 106 
146 129 RE. SR exckccnciawcsoucs 7 sents weanes agian tes 30 
a ee. ee Prec Sea ee OB. occ canccocslieeeieene-as 5 
27 Don’t know. | Yee. Se ner re fe ST eee 
50 100 2,000 en tnnshisatuddevolecnsseveracrsaes Sea ee 3i 
76 100 Ree eee Jenney ....... 2 
223 50 40 2 y eeceeeepeaes BeBe cvanssanat Messts snweiis 12! 
setts aseene|seeeeescscosseeeeeee| nag narees cata phencennhséseunaushoasense<sancansiaie 7 7 5! 
100 100 | i | eR See West. E....... 4 
235 70 EE  ¢ sree iis cageiniel aes, comgaccs > i 
40 | 67 50 | QE Neuse dsnadeddawacssoue _ ee West. E....... 1. 
5 96 hiubedeaslsckkcWasuaeseeeacucus a Me Wiis divdcaias 2 
12 | 75 RED. “Recksstnanieesscsdeuken ene: D Bivstcscdsdes 3: 























* Operate Gas Plants. 


fing in 69 Cities of Ohio and Indiana, February 15, 1890. 
OHIO. 































































































| ! 
No. of . Price er | = 3 | | | 
m Com- Price per month for a of yr. oad by C. P. incan-| No. of in- oe ; =e 
Pres iy commercial are zee city pub. \descent St. jcandescent | Price per month incandes- | Use Sratem Date of city con- | Natural Gas. | Popu- Capital 
ts. Are | lamps. escent theandes't lamps. commer- cent commercial lamps. | Meter?) = > ; tract. as Fuel. lation. | Paid in. 
Lamps st. Ips. | o¢, lamps. cial lamps.| 
| } | 
— <a —_—-—_—_—— — 1 - ————$—$_$_$_____ | —_—_— hea 
ae, RRR ES sai eh deitadaenene Silvey. Jan. 80 Byears....| OM, | 2,500 | 10,000 
« ~ $6 2 or more....... |-22eeee: |.s-seccceees With water works. Coal. RU OU leees catiacess 
aa seeeceerccsccccorescnecs J v00scceclececcesecess 3) years...... a Coal. 8,000 | 38,000 
eee ccccccccccscccccccccces crete éansgntgeen Oct. ‘89, 3 years. veel = 3,500 | 36,000 
CS peedee] 520086 609505 so es 0806s O80800]o05s cnc] s0cebhscces | snesce cccceeleccsec cecnce| SECC OCC eee ccccoscceeeec ees eseessleccce ccc]: ccccccccecccecsfeeesesccescceccccece| Coal. 30,000 100,000 
hod -+ mga 12 pm... sree |teerseesenee]> re | Aug. *89, 1 year....| Oil 7,060 | eS ee 
pm....... as esteeee 5 errr Cee +: ae a veoh aka anaes PGBs Se VORMM GK c | odie dacs cecctas ---.-...| 66,000 
et ake hance | PiencKsey a oekecasclaeWAaaesadcn ’ Mitieevcuseaseccetescncccccss! EOS Edison. fanedenuswcn cwaawenes Coal 100,000 | 200,000 
From $5 to $9... .......... eteegeee | heuiawonaved : 1,500 16 c p 1 cent per hour.......... Wee tiedteens O Wire|. ...-..0.......... Slack. 25,000 | 100,000 
Fee iaddetahtad 10 jee per yr.. 275 OO Gr Oe WO Oss ocd ew achiceciecslaconssscccencea |------ bs iat Satara raed ae EN ori 3,500 10,000 
pao Be esessot ro baednncansrivenerwanes Wiis oars culsenl pemcrneeeenl creer a yamine cut aaiw. sisitsdewaelvamavnsclasteccscesnnwen Dec. '80, § yoars....|............... 4.000 | 40.000 
- + DR iiwhwn es les 4seess}ssasesyacasc 150 RE cia Dadenseanbesw cassis sacacen [eawes<esaaaawaas |Feb. '89, 3 years....; Natural Gas. | 12,000 | 22,000 
NL Sco eos 6640 04s) shinee esl hecssceenecs = Sl “alee at = | ccadanseeasdass ame 86, 5years....| Coal and Oil. 4,000 | 17,000 
Rg ERM Gh RatGen Lanes esl senha cad} reas euiiseeee Pe Fad 66ss nn reenessed Yo iT. & H. altern’g « uly "88, 5 years ...| Natural Gas. | 20,000 |Not Incorp. 
echnical pecnpic ne Baascan toca Badanecnisdeasainaind Sduinincinaanes: scene Bibsarcndbeasnsecienarao0e Jan. 90, 5 years ...| Nataral Gas. | 12/000 | 60,000 
OR er Seen hes ee roth —— Gas. 8,000 |---- Baste 
cee rccce| ccnnccccccces cccccvccccccces: | Nov. 5 years... Yoal. CMO Wakiccucaawa 
$8 to rf e dns cA wave wnse “ | Raovne: Remora ta teba nee. Caeceds 18,000 | 50,000 
$6 to 10 pm, $9 to 12 pm.... Sates June ’89, 3 years... Wood and ( see 2,500 | 9,600 
| cp 
‘6 MP cinnsewe hw cecanamescabslscnsnces|Sbeskuaeasclsaseswe<eame 507 } 25 p 112% RS dadesicccccesocss Yes | Westinghouse —_ POU MOMM esl sceueSencueeacns | 5,000 DiS ccsidosies 
rr i i i i: | error 
Jeeene : 70 ($10. ...--- 22s eee sewer eee wetscees|oneeeeesenes|seeeeesecees 1,500 16 CP Gl ...--. 00s. e eee ee [ee eee eee leeeee cece rece eee |Oct. 89, 3 years... | Natural Gas. | 20,000 —_——— 
MEM dgs ictus ss chitnbas besaspiansessuewes 166 $20......... 25 350 I itiuinkinchsinnitinsitavds s000ekihedneyeeqsea+ei.cd i aa En Lenssen ss | 3,000 40,000 
ps ee ESS Sip se ae A iE ONS TEES VAR ential | 14-000 
peeere BO aA he a een cere re 250 mene llamp 3 40 ........- No Heisler. lS years...-......-. EY ST 25.000 
Jeeenes 90 6 76 average Raine. Be Sea. duvet ree i genine: locc<es<s) GQ000 
[SM newhnedt nabuasvaeteeeecrnsesseesises i ‘ tdison. aren 'O0......... Oil. | 8,500 |Not Incorp. 
Stee Et Wane. ..<........: : aa veees] Feb. ce eee | 6.000 | 35,000 
icy Lee Se aeneuNe steak scenesae esos se ; ; | ofl A ARES (RRS a 13.000 
sadeae 24 $9, MES <avcbs ceess annuals March ’87, 5 vears .| Slack. | 20,000 25.000 
Pee Ins Sa |iseecseercecses secereceeees J Re eer eres Slack. | 20,000 16,000 
PE ena td seta arcs ame Vea takt ne edtag tad bcmekaee GEOR Gi esuen 65sin ad Aus pO ROMER RNR bens caabaawaencanenedhise<succhicsqeseanccnneee April '89, 5 years...| ............--,| 8,000 |... bia 
re 24 $6 pusdiwsbnecaUaessccneseacs [aacveeesVens|a0aceannsnc+|sceccecsneca|sonsceaawssecccecncsonctsncaeses|-sese~selencscasesonssees Jan 86, US x olacncaeusnaaoss | 10,000 25,000 
Peay. See | sence e cer eeee en ceeneecneee: POE PO a ee ee 40 EE Savciedncaapoccevencins oc eccsee|eeeeces se eeeceee| NOV. 88, 3 years ... wanaeees i lies ; 
ee eee eee oa AURERUAE SS Rebees ea Chases locas ee dlneceedsaehaclswanceancne i 450 RUMI sé 06 cd cqanoswesdsewe No Edison. Oct. ’88, 5 years....| Natural Gas. | 3,000 21,000 
| ° Wei Kacecrscas le kenne wsineaeis eS eee 
“{ Rea RRR | Oil. = > See 
Wadddatumealooewist) |b docweasnences Bo eee 
Siealneeakawacwcalecee Akeeewiewnchen lmidederiatox a 6,000 |.. Kieren 
- 189, 5 years....)..- .-.-.---.--- 9 000 30,000 
t. '89, 5 years....| Natural Gas. | 10,000 65.000 
LSS en ese, Sean ne eee. boa ee eer Aone nn eee here is Oey @ GONE oc. ln cesccccceasecs 4,000 37,200 
pee es My Ps dco ssackuctsdescosawass | OEE 25 1,400 50 OF OG, 118. W6.02.~20000.. No |Westinghouse. ‘Keb. 89, 5 years ...|.......--...----| 18,000 | 300,000 
as eee uugd acueesieuensGGee<tansue 200 /913......... 25 900 16 ¢ p 50c to1 50.............. | Yes |Westinghouse. | April "88, 8 years. EL DOET Prrren etree pide Lado 
URINE Cie de go as cay cou dae bsxyabes [sees ees Seen RR eeaaeic Se sicdocsaccecsscosl' Oe Edison. BS ...--- | Natural Gas. | 12,000 27,700 
— 36 $6 and $5 eee eee bgadsee wats peaeweedaaeds [eneeeseeenes egdetierbstadeiaiacs Seewrboaas sican sil bvdacarekeeninas uae as | Natural Gas. | 12,000 |............ 
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SUNDRY MATTERS. 


Mr. Printz—I would like to say that the committee on location 
of the next place of meeting would be pleased to receive applica- | 
— from any member who would like to have the meeting in his 
city. | 

The President—You hear the request of the Chairman of the} 
Committee. The next place of meeting is, of Course, a matter of im- 
portance to us, and will have to be settled before we finally adjourn. 
; trust it can be settled to the satisfaction of the Association at 

arge. 

The Secretary—Mr. President, by resolution this morning the 
matter of the consideration of the question of providing for a leg- 
islative committee for the ensuing year was deteered until after 
these papers on municipal control had been read and discussed. I 
simply call your attention to the fact that this is the time for any 
action on that subject. 

The President—A resolution would be in order that shall be ex- 
ressive of the sentiment of the Association in this regard ; and, 
or my own part, as it seems to me that an Association of this kind 

should have some such organization in connection with its move- 
ments, I will recommend that some step be taken in reference to 
this. If any one has a resolution to offer that shall meet the re- 
quirements, now is the time to present it. 

Mr. Printz—Mr. President, I don’t believe that there were many 

of us who fully understood the subject when it was up this morn- | 
ing, and I think the Committee have failed to make a full report, 
or didn’t appear to know what they were wanted to act upon. As 
theyhave given the matter some study, I think it would be well to 
have the same members continued on that committee. 
_ The President—The report of the committee is to the effect that, 
in their judgment, their powers and duties are not sufficiently or 
accurately enough defined ; that isone thing. The whole thing in- 
deed seems to be rather vague, and yet there seems to be a pretty 
thorough idea engrafted upon the mind of the Association at large 
that there is need of a committee of that kind. I believe that 
some questions have come up during the present year, when in- 
quiry was made about the legislative committee. I was chairman 
of the committee, but [ could see no possible opportunity for us to 
take any action in connection with that matter. A conference 
with the members of the committee also failed to elicit anything, 
so we were completely at a loss to understand just precisely how 
far our duties might extend A report was made that certainly 
was vague and rather indefinite, but it was all that could be re- 
ported under the circumstances. Action was taken this morning 
that made this matter come up at this time, but if the body wishes 
further time to consider it, I think there is no impropriety in 
simply dropping the matter at the present time and bringing it up 
further on. If the Association so desires it, of course a resolu- 
tion is in order. 

Mr. Graeff—Mr. President, I suppose nearly every member of 
this Association knows that the electric light ee are paying | 
close attention to this matter. A year ago, at their National Con- 
vention at Chicago, they appointed a committee, giving the chair- 
man of the committee power to choose his fellow members to give 
attention to this matter during the coming year. As aresult about 
a dozen state associations have been formed among the electric 
lighting companies with the sole purpose in view, of guarding the 
electric lighting interests against adverse legislation. These asso- 
ciations are formed by the companies, not by individual members. 
They are banded together for mutual protection, as I say, against 
adverse legislation. The National chairman (Mr. A. R. Foote) of 
this electric light committee, will probably be here to-morrow, and | 
I think if we would lay this matter over until then that he could 
probably tell us more particularly wherein lie the dangers that we 
will have to look after, and which we must guard against. He 
ee give us suggestions which it will be wise for us to) 
heed. I, therefore, move you that action on this matter be post-. 
poned until to-morrow morning. [{Adopted. | 

Mr. Cantine—While this matter is before the house I would like, 
Mr. President, to make the suggestion that very few who are con- 
nected with this Association (and possibly the same may be true of 
the electric light association) have legal minds, and it would be a 


very nice thing for us if our committee were empowered to age V4 | 
ow | 
in Mr, Gemuender’s paper which our Secretary read, when the out- | 


in any case of emergency, a first-class constitutional lawyer. 


sider called the engineer’s attention to the fact that there was a 
hole in his boiler, he was very indignant that any person should 
interfere with his business, but he felt confident that he himself 
had sufficient ability to legislate. That class of people don’t know 
much about legislation, but if we had a first-class attorney to take 


care of our interests, who was, like the Michigan peddler, ‘‘ just, 


middling honest,” we would get along with this matter in that 
way better than with any committee. In case of any proposed legis- 
lation we don’t know what effect the constitution would have 
upon it—whether it would be constitutional or not. If it would 


not be effective, a good constitutional lawyer would say the act. 


would be not worth the paper it is written on, and he comes u 
and makes his argument, and that is generally the last of it. 
think that is the best way to get rid of any obnoxious legislation—to 
show what its effect would be; to show that it would not be good | 
for anything, and that would be the end of it. ; 
Mr. Penn—I think Mr. Cantine is right. We organized an Elec- | 
tric Light Association in Columbus, and the Executive Committee | 
was authorized to employ a lawyer to look after our interests. | 
They have employed a lawyer temporarily, until our permanent | 
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organization could take place in May. We took the same ground 
that Mr. Cantine has taken. 

The President—Mr. Hedges not being here, we will now call upon 
our Secretary to read his paper. 

The Secretary then read Mr. W. C. Hedges’ paper, which was on 
the subject of 


OHIO STREET LIGHTING STATISTICS. 


Mr. President and Gentlemen of the Ohio Gas Light Association— 
What is popular opinion to-day may become unpopular opinion to- 
morrow. The subject of ‘‘ Street Lighting Statistics,” suggested 
to the writer, as regards the State of Ohio, by your Secretary, is 
one of the great questions of the day that interests gas men, not 
only of our own America, but of foreign countries likewise. 

Circulars having been mailed, with a series of questions relating 





to city and commercial lighting, to eighty gas companies doing 


business in Ohio and Indiana, and general and aggregate statistics 
of the companies responding having been made up, the members 
this Association will receive a copy of the same by applying to the 
Secretary. , 

We find thirty-five cities reported from Ohio, with a population 
ranging from six thousand and upward. The average net price to 
to private consumers for illuminating gas in these cities is $1.48 
per thousand cubic feet. 

Also, in thirty-one cities, ranging in population as stated, the 


average net price to private consumers for gas used by stoves and 


engines is $1.3323 per thousand cubic feet. 

Of the forty-one gas companies responding to the circular, five 
fail to note the number of public street lampsin use. Eighteen 
companies report 4,436 public street lamps, making an average of 
2463 lamps per company. Eighteen report no public street lamps 
inuse. Twenty-two failed to report size of burners used in public 
street lighting. Nineteen give full report, showing, by average, 
that public street lamps burn five cubic feet per hour. Twenty-one 
companies fail to report as to the maintenance and care of lamps. 
Twelve reports said maintenance and care reported by the city. 
In eight of the cities this expense is borne by the gas companies. 

It might be weil to here call vous attention to the fact that only 
two gas companies report that they are the owners of the lamps 
and. posts connected with their works. One company is owner of 
lamps only. The cities where balance of companies are located are 
the absolute owners of lamps and posts. Twelve gas companies are 
owners of electric light works. 

It is very interesting here to note the fact that most of our cities 
have their streets illuminated by the electric arc system, at an 
enormous expense, far exceeding the price of gas for street light- 
ing. 

As my design in preparing this brief recapitulation is simply to 
introduce the subject for discussion, I will now leave it to each one 
of you to deduce, from the gas and electric lighting charts accom- 
panying this memorandum, the fact that the tread of the world is 
toward gas for light and fuel. 


Discussion. 


The Secretary—Mr. President, I would like to call the attention 
of the members, for the sake of having anything of this kind per- 
fect in the future, to the fact that the value of these charts, 
upon which there has been considerable labor and expense, 
would be very much greater had the companies all freely responded 
to Mr. Hedges’ circulars, and taken the trouble to fill out the blanks 
in detail. They are very imperfect. Some companies did not re- 
spond at all. 

The President—Gentlemen, this matter is before you, together 
with the charts, and the suggestion of the Secretary, which I con- 
sider a pretty important point. 

Mr. Printz—I think we certainly owe thanks to Mr. Hedges for 
the time and care he has taken. Certainly, the charts are very in- 
teresting, and yet { don’t see how we can do very much in the way 
of discussion until we have had time to read them and examine 
them. At the same time I feel under very great obligation to Mr. 
Hedges for preparing them, and I move a vote of thanks to him. 
I did not wish to cut off discussion by making this motion. 
[Adopted. | 

The Secretary—Mr. President, while we are on the subject of 
street lighting I will mention a matter of possible interest, simply 
—it could hardly be classed as discussion of this paper and these 
charts—that Gabwabus is lighted very lavishly and extravagantly 
with electric arc lights ; that the lighting there costs about $63,000 
per annum, which is equivalent to over 60 cents per year for every 
man, woman and child in the city. The Gas Company, in con- 
junction with the Oil Lighting Company, there, have canvassed 
the matter very thoroughly, and have ascertained they can make 
a bid for lighting the city, leaving the electric lights on all the 
street car lines in the city and other central streets, at an expense 
of $48,000 per annum, saving the city $15,000 per year, and the city 
would be as satisfactorily lighted as at present. Notwithstandirg 
that, I have very little hope of our getting such a contract made. 

Mr. Printz—I would like to ask Mr. Butterworth if he has any 
objection to giving the Association the benefit of experiments he 
has made with Gordon lamps for lighting streets ? 

The Secretary—Well, that part of the results that will be in- 
teresting to you is simply that the lights were very much admired 
by the council committee on gas and lighting, and by citizens ; and 
that is about as far as it has gone. The council committee on light- 
ing claim that they cannot entertain a proposition from us for 
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lighting the streets, or cannot enter into any contract for the light- 
ing of the streets, on account of the Burns law. That blocks all 
further discussion. The matter has come toa crisis there at pres- 
ent though, as some of you are probably aware. It might be inter- 
esting, if it would not take too much time, to detail the circum- 
stances. A certain attorney had a bill against the city for services 
rendered. I do not know the terms of the bargain under which he 
performed these services, but the city declined to carry out the 
contract, or to pay him for the services rendered, because the 
Burns law rendered the contract nugatory. He said, ‘‘Gentlemen, 
if you refuse to pay this on account of the Burns law, I shall 
get an injunction on the electric light company’s lighting the 
streets, which you are having done in violation of the Burns law.” 
There was no money inthe treasury when the contract was entered 
upon. He also enjoined the city from paying the Assistant City 
Solicitor for the same reason, and so the night before I left Colum- 
bus the streets were in absolute darkness. I don’t know how they 
were last night. The matter will certainly have to be passed upen 
soon, one way or another, because the people won't go without 
light. 
On motion, the meeting adjourned to 8 P.M. 





First Day—EVENING SESSION. 

The President—I will call your attention to the 128th question on 
this supplementary list: ‘‘ Js plate steel or cast iron the better con- 
struction for purifying boxes?” That is a matter of considerable 
importance. At least I have recently had my own thought 
directed to it by others, as well as by natural impulse. We have 
here on the table an exhibition of the use of wrought iron ina 
stand-pipe, and the question as to its use in other constructions— 
purifying boxes, for instance—-is one that ought to bring out infor- 
mation that should be valuable to us all. I presume no one would 
object to getting some information as to its value, not only for 
purifying boxes, but for stand-pipes and perhaps dip-pipes. I re- 
call the fact that the new works at Cincinnati required a very gen- 
eral overhauling, so far as the dip-pipes were concerned, a very 
short time after they went into operation. . 

Mr. Hyde—Our new boxes, the boxes themselves, are made of 
cast-iron, the covering, of course, being of sheet-iron. 

The Secretary-—Did you consider the use of steel at all? 

Mr. Hyde—No, sir; not in ours. We made our hydraulic main 
and the stand-pipes on one side of the house with wrought iron, 
and on the other side of the house the stand-pipes are cast iron. 
We tried to see which was better. We put upa thirty inch main 
in the condenser room of steel, but seeing that sample up there, 
and some,other things that have occurred, I almost wish we 
hadn't done it. I don’t know what the result is going to be, but I 
don’t think I would be in favor of using it again. 

The President—W hat are your dip pipes / 

Mr. Hyde--I don’t recollect, but I think they are cast iron. 
hydraulic is wrought iron or steel. Mr. Bredel put them up. 

Chair—If I mistake not, Mr. Evans has some practical knowl- 
edge in the use of wrought iron mains, and possibly his knowledge 
may extend beyond that. 

Mr. Evans—Mr. President, I have never seen any deterioration 
in our mains that would lead me to act any differently in putting 
in mains. In fact I don’t think the wrought iron or steel would be 
affected. I see no reason why, if you get rid of the sulphur, it 
should be acted upon any quicker than cast iron; but I believe 
where heat and moisture exist with sulphur that the sulphur acts 
upon the iron to a greater or less extent. I don’t know of any 
place where wrought iron or steel boxes are in use now except the 
covers. 

The President--To my mind the New York Gas Light Company 
has a set of steel boxes. I would not assert it, for I am not posi- 
tive about it, but as memory serves me they are stecl boxes, lined 
with cement. I think Mr. Hyde was with me atthe time. I don't 
know whether he remembers that or not. 

Mr. Hyde—I don’t recollect about it. 

The President—I noticed it more particularly on account of that 
cement lining. I think they had been in use then some two or 
three years. 

Mr. Webster—I believe we have used a set of wrought iron boxes 
five years. I don’t see any giving out to them, or anything that 
would indicate anything of the kind. That is the extent of the 
time we have used them. I don't know how long they are going 
to last; but I don’tsee anything about them that indicates any wear. 

The President—You say wrought iron—do you mean wrought 
iron or steel ? : 

Mr. Webster—I think they are heavy boiler iron. That is my 
impression. They probably may be steel but am not positive. 
They are riveted together in pieces, the same as boiler iron. 

The President—That is valuable testimony. An economic ques- 
tion comes in there that might be of a good deal of importance in 
a large works. 

Mr. Cantine--Most works have plate iron or steel covers that 
seem to last pretty well, having just as hard usage and being sub- 
ject to just the same deterioration that the sides and bottoms have. 
If the covers last, why should not the sides ? 

The President—In my own experience the covers would not last 
as long as good heavy cast iron. 

Mr. Cantine—That is true, but we have all used them for twenty 
years without finding any holes in them. I know that is my ex- 


The 





erience. They are not over three-sixteenth of an inch thick, and 
ad it been good three-eighths steel, the ordinary American citizen 
would not live long enough to have seena set worn out. 

Mr. Wilkiemeyer—I have no experience with steel, but with 
wrought iron I have some little. I took charge of a set of works 
one time, and when I came into the people’s houses they had their 
doors open to get rid of the foul gas. When I examined into the 
matter I found that it was caused by the purifiers all being rusty, 
and I had to build cement walls around the inlets and outlets so 
as to purify the gas for a certain length of time until I could put 
in the wrought iron boxes, which I had to buy at once. When I 
took out the sheet iron boxes I could tear them in pieces like a rag. 

Mr. Clark—We have a purifying box, twelve feet square, that 
has been in constant use since 1878, and I don’t think we have ever 
paid out a dollar of expense on repairs. We have simply kept it 
coated well with paint. I was examining it the other day, and I 
saw no trouble with it except one or two rivets. We had it coated 
over with paint and I think to-day it is good for many years more. 
I think the top is three-sixteenths. It was a second-hand box, pur- 
chased in Philadelphia. In fact, our works were mostly second- 
hand works purchased in Philadelphia. 

The President—You are speaking particularly of the lid being 
wrought iron ? 

Mr. Clark—The lid. 

The President— You don’t mean the body of the box ? 

Mr. Clark—Yes, the lid and the sides. That is the outside. The 
water-seal is wrought iron. The inside is cast iron, bolted together 
in sections, but the outside I think is wrought iron. 

The President—I will read the 14th question: ‘‘ What treatment 
or care secures the longest life of a purifying box lid?” : 

The Sccretary—At Columbus we aim to keep the sides of the lids 
that dip into the water painted frequently. The part of the lid, of 
course, that rusts first, is right at the water line. We aim to keep 
a little ‘‘ oil on the troubled waters” all the time, to prevent rust- 
ing. 


Mr. Hyde—Crude petroleum put on to the sides where it dips into — 


the water, or near the water line that Mr. Butterworth speaks of, 
is a thorough preventative of rust, inside and outside. Apply it 
occasionally, so that it keeps oily, and it cannot rust. Crude pe- 
troleum is the best thing that can be used. 

The President—We have practiced, for a number of years and 
with a great deal of satisfaction, this method. We have taken 
some little pains to make these surfaces pretty clean, however, and 
then painted them over, as Mr. Hyde says, with crude petroleum, 
with a very decided advantage. Perhaps some of these questions 
may seem, at a glance, unimportant, because they are presented 
merely as questions. But any one of them would form a good 
subject for a paper. 

Mr. Faben--Instead of painting the oii on, if the oil is merely 
a into the seal, the cover, in coming up, comes out of the oil 
ast, and in going down enters the oil first; and maintains a con- 
stant coat inside and outside. 

The Secretary—We put the oil on the surface of the water. 

Mr. Geo. A. Light, of Dayton, then read his paper entitled— 


ADVANTAGES OF A COMBINED COAL AND WATER GAS 
PLANT. 


Mr. President and Gentlemen of the Ohiv Gas Light Association— 
The subject I am to write upon is one that has received considerable 
attention, and I do not think I can furnish more information than 
has already been given in the Gas Light Journals, but I will try. 

The gas company that manufactures a gas of fourteen to sixteen 
candle-power, can no longer satisfy the consumer. He wants 
something better for less money, and if the gas company can not 
furnish this he will try something else, and that something else is 
usually electric light. So the question is, ‘‘ What is the best and 
cheapest plan of increasing the candle power of gas ?” 

There are several ways, but the water gas process is acknowledged 
to be the most satisfactory method of making a high candle 
power gas. 

By using Lima crude oil in a water gas plant, gas can be made 
of a high candle power, say thirty candles, at less cost per thousand 
feet than by any other method. A coal gas plant can be run more 
satisfactorily, and the gas made at considerable less expense, where 
a water gas plant is being run in connection with it. No idle 
benches on Sunday or Monday, no extra benches under slow 
fire. ready for sudden increase in consumption. The vari- 
ation in the output is supplied and controlled by the water gas 
plant. For instance, we will suppose the average daily consump- 
tion is 500,000 feet. The coal gas plant has four benches of sixes 
and four benches of fives, making 300.000 feet of sixteen candle- 
power gas per day. The water gas plant consists of two sets of 
Granger generators and superheaters, capacity 400,000 feet of thirty 
candle power gas per day. The 200,000 feet of water gas that is re- 
quired to make up the daily output of twenty-two candle power 
gas. can be made in the daytime oe running both sets (this I con- 
sider the best plan), reversing the night watch for extra work. If 
the output should suddenly increase on account of several succes- 
sive dark days, the required amount of gas can be made and kept 
on hand by running an hour or two extra at night; or, if the in- 
crease be a gradual one, the extra gas required can be made at night 
until your increase in consumption justities starting another bench. 

When the output of a water gas plant making 30-candle gas is 
more than two-fifths of the total amount of gas made by the com- 
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bined plants, the candle power can be regulated by the amount of 
oil used per 1,000 cubic feet of gas. - 

In a city or town where natural gas is in general use it is a diffi- 
cult matter for a coal gas company to dispose of coke at the price 
obtained for it before the introduction of natural gas. 

The water gas plant is then a good customer for the coal plant. 


It decreases the amount of coke made and helps to keep up the 


price of that you have for sale by using a considerable amount of 
it. It requires 45 pounds of coke per 1,000 cubic feet of gas made 
(coke made from Youghiogheny coal). 

An engineer or superintendent of a coal gas company, who has a 


water gas plant in running order, does not lie awake at night, | 


planning how he will overcome the trouble his stokers are causing 
in the retort house, or will cause him by striking at the time he is 
least prepared for it. The water gas plant is the best ‘* peace- 
maker” that I know of. The stokers know, or it they don’t know, 
very soon find out that, in an emergency, two men in the water 
gas plant can make as much gas as twelve men in the coal gas 
plant, and that it ee but one skilled man for each watch, and 
they are generally old and tried employees. 


Discussion. 


Mr. Light—Now gentlemen, the reason I did not make this paper 
any longer is because the last issue of the AMERICAN Gas LIGHT 
JOURNAL contains two articles which 1 think thoroughly cover all 
the ground. 

The President—You have heard a brief presentation of facts from 
the experience of one in daily practice. I trust the points thrown 
out may be the nucleus of a discussion that will be valuable to us 
in this connection. 


Mr. Penn—I would like to ask Mr. Light if he would think it ad- | 


visable for a small town like Washington Court House to put in 


great advantage in making gas? 





Mr. Rood—The gentleman spoke of using natural gas in the 
manufacture of illuminating gas. What proportion of natural gas 
can you use to advantage in making illuminating gas? 

Mr. Booth—That is a question that I don’t believe I can answer. 

Mr. Rood—What effect upon your gas does an excessive use of 
natural gas have? 

Mr. Booth—It will weaken the candle power, of course. If you 
,use too much natural gas your candle power will be that much 
,decreased. We aim to use, I believe, about 3 to 4 gallons of oil to 
| the thousand feet produced, but when natural gas went through it 
| was not measured. We opened the pipe. 

Mr. Rood—Is it possible to enrich the natural gas passing through 
your generators so that it will make illuminating gas as acceptable 

as water gas? 

| Mr. Booth—Well, I never could discover any difference in the 
quality of the gas when you use the natural gas, from what it is 
/when making straight water gas. Very frequently the natural gas 
| would fail, so that we had to make half runs with water gas. Some 
|days, altogether water gas. 

| Mr. Rood—-Is it much cheaper to use natural gas in manufactur- 
|ing your gas, than to make pure water gas ? 

Mr. Booth—There is not much difference. Of course we paid a 
pretty heavy dividend to the natural gas companies in order to get 
‘the natural gas. 

Mr. Rood—What did you pay per thousand feet? 

| Mr. Booth—We paid twelve per cent. of our gross receipts. 
did that to keep them out of the field. 

Mr. Rood—Then you would not consider the use of natural gas a 


We 


Mr. Booth—It was not in our experience. It cost more than coal 
gas, as I said, after deducting the price we got for the residuals. 
Mr. Rood—But you made a gas of higher illuminating power? 





water gas plant ? | 

Mr. Light—Yes, abandon your coal gas plant. Thatis what we | 
have done at Piqua. | 

The Secretary—Which costs the more in the holder, coal gas or | 
water gas? 

Mr. Light—Water gas. 

Mr. Booth—What sized generator do you use ? 

Mr. Light—We have two. I think they are called six foot gen- 
erators. I don’t remember the exact size—I was trying to think | 
of it this afterncon. It is a seven-foot shell. 

Mr. Booth—What amount of gas do you produce to each run? 

Mr. Light—Between 3500 and 4000. 

Mr. Booth—Do you fire up every 15 minutes ? 

Mr. Light—No, we run ten minute runs—blow ten minutes and | 
make gas ten minutes. | 

Mr. Booth—Can you get up heat in ten minutes? 

Mr. Light—Yes, sir, with coke made from Youghiogheny coal. 
You cannot very well with hard coke. 

Mr. Booth—That is your gas house coke? 

Mr. Light—That is coke that comes out of our retorts. 

Mr. Booth—At Bellair we have the Crichlow process. 

Mr. Light—We have the McKay-Crichlow at Piqua, and we have 
a Granger at Dayton. 

Mr. Booth—Ours was put up for a natural gas plant. 
natural gas there we would run thirty minutes. 

Mr. Light —We don’t use any natural gas at Dayton, but when I 
left we were preparing for it. 

Mr. Booth—It would require about thirty minutes to get up a 
heat. Once in a while the natural gas would fail us, and we would 
get short. We would then make water gas and run about ten 
to fifteen minutes, but it took us longer than the time you specify 
to get up heat, and our experience was that it cost as much or more 
to make water gas as it dues coal gas, 

Mr. Light—With our Piqua plant we can make gas a great deal 
cheaper. We haveone difficulty there, we can’t sell coke at a reas- 
onable price. We have between six and seven thousand bushels 
of coke there that they are using up in that way. 

Mr. Booth—There may be a misunderstanding as to what I mean 
in regard to its costing more than coal gas. When we deducted the 
receipts from coke and tar from the cost of the gas the coal gas was 
cheaper than the water gas. 

Mr. Light—Are you comparing candle power ? 

Mr. Booth—Well, you might have a little higher candle power. 

Mr. Light —I think if you bring your coal gas up to 22-candle 
power, you will have to use cannel coal as an enricher. 

Mr. Booth—We always made our ordinary coal gas of 16 or 17 
candle power, except when we ran the Crichlow process, when we 
got a higher candle power. 

Mr. Light—At Dayton we had to come to it or let the electric 
light get ahead of us. 

Mr. Booth—At the present price of coke and tar I think coal gas, 
unless the coal costs too much, can be made at least as cheap as 
water yas. 

Mr. Light—Have you natural gas in your town ? 

Mr. Booth—No, not much. 

Mr. Light—You say you have a market for your coke ? 

Mr. Booth—Since natural gas has failed we sell our coke to the 
glass houses and cannot produce enough of it. . We sell it cheap 
compared with what they doin some places. We only get four 
cents at the works. Of course the glass house hauls it away. 

Mr. Light—We get ten and twelve cents in Dayton now for what 


Inrunning 


thing. 
| quite extensive. 


Mr. Booth—Yes. We haven’t run, however, for nearly two 
years, because we didn’t get enough natural gas. We had to have 
pressure enough to force it into the holder. Whenever it got below 
that it would go back into the pipes, and we didn’t think it good 
policy to make gas to go back into the natural gas mains, so we 
stopped. 

The President—I see Mr. Faux is here, who, I think, can give us 
some experience in this direction that would interest us. 

Mr. Faux—Mr. President, I came here to be a listener—a looker- 
on. I did not expect to have a chance to give my experience in 
this matter, but as it has been brought out I feel like saying some- 
In the matter of enriching natural gas, my experience is 
We spent a great deal of money, and tried to 
make it a success, I found that by using asmall portion of natural 
gas there was no trouble in getting candle power, but if you used 
over a certain amount of it your gas would be smoky and red; and 
you couldn’t hide it, no matter how much steam you put in it. 
For outside purposes, such as street lighting, it was very poor. 
Just as soon as the least draft of air would strike it, it would go off 
in a blue blaze. Of course people soon found out what did that. 
We tried that about a year. We used 5, 10, and sometimes 15 per 
cent. to see whether we could get anything out of it. We got the 
natural gas part of one year for 1.9 cents per thousand feet, through 
the station meter; that is, we paid the natural gas company 1.9 
cents per thousand for every thousand feet of gas that we made 
that went through the station meter. The second year we paid six 
cents per thousand feet for natural gas. But we abandoned it en- 
tirely, from the fact that we could not make a success of it. As 
far as candle power was concerned, it was all right. 1 find other 
parties are using it, but I speak from my own experience only. 
The gas was not satisfactory to ourselves. This matter of water- 
gas comes up here, and I am glad it has been brought up. lam in 
the same position. Three years ago I took charge of the works on 
the Southside. They were using what I call a number one coal— 
that is, the best lump. They were paying $1.54, 1 think, per ton, 
delivered. I looked over the matter—Il was sent from the eastern 
part of the State—and my figures were set—that I must put gas in 
the holder at a certain price. I looked over this matter and tound 
I couldn’t do it with coal at $1.54, and coke at three cents a bushel 
after it was crushed and screened. I thought 1 would try another 
coal. I think that cost me about $1.25. My results were not satis- 
factory. The gas still was costing too much in the holder. I then 
came to the conclusion that, as I had.this water gas plant, 1 would 
try something different. I tried 2,000 bushels of slack, just this 
common slack that they screen from the mines, and | found that I 
could get a pretty good yield out of it and by using a small quanti- 
ty more of oil I could get the desired candle power. So instead of 
using $1.54 coal | am to-day using 50 cent coal—costing me fifty 
cents delivered at the works—and with about 12 or *4 of a gallon of 
Lima crude, which costs me now 65 cents a barrel, 1 have my de- 
sired candle power, which runs from 22 to 24, All this is done with 
the aid of a water gas plant. If I hadn't this water gas plant I 
could not nearly get that candle power. So I think, in works of 
ordinary size, where they can combine the two, the water gas 
plant is the thing. 

The President—What yield do you get from that slack as com- 
pared with your inch and a-half screened coal ? 

Mr. Faux—Well, I regulate that a little bit to suit myself. Ican 
get all the way from 3.50 to 4.44 feet. If I am a little short of gas, 
I set the exhauster up pretty heavy. If I don’t need the gas, 1 go 
the other way on the exhauster, about three-quarters of an inch. 





we do not use up. Of course we could not get that unless we were 
using a good deal of it up in the water gas plant. 


If my gas is poor from that slack, I just push in a little bit more 
oil at the other end, 








480 American Gas Light FZournal. 


April 7, 1890. 








Mr. Rood—The gentleman said he used different proportions of 
natural gas. What proportion of natural gas did you find you got 
the best results from ? 

Mr. Faux—When I used about five to eight or ten per cent., not 
over that, I could get fair results; but it didn’t matter what the 
candle power was, as soon as a gust of wind struck it, it told on it, 
from the fact that there was no weight in it. It would blow off in 
a blue streak. For inside lighting, where there was no wind, it 
was very nice, but outside in the street it wasnot good. Ourstreet 
lamps there are very peculiar. They have no bottom in them, as I 
say. It is so that the lighters can do the lighting with a stick. A 
draft of air would blow the lights out, and we had more ‘* outs” 
when we were using natural gas than we have had since. 

Mr. Rood—Did you find that five to eight per cent. of natural 
gas is an advantage ? 

Mr. Faux—Well, I don’t know. It would depend considerably 
upon the price you could buy your natural gas for. If you could 
buy it cheaper than you could make coal gas, it would be an ad- 
vantage. Otherwise, I don’t think it would be. 

Mr. Rood—Would it be of advantage to pay twelve cents a thous- 
and feet, and use it in that plant? 

Mr. Faux—That would depend upon the cost of coal in your lo- 
cality. 

Mr. Rood—Suppose you were not making coal gas at all, but were 
making water gas. 

Mr. Faux—Then it would be an advantage, because your natural 
gas will run—well, our Pittsburgh natural gas is about eight can- 
dles. That is about the general run of it. We have that eight can- 
dle gas already made for that twelve cents and I don’t think 
you can make water gas of eight candle power for twelve 
cents. 

The Secretary—Mr. President, at Richmond, Indiana, Mr. Starr 
tells me that 25 per cent., by volume, of the gas in his holder is nat- 
ural gas, and 75 per cent. water gas. He uses three gallons of oil 
to the thousand feet. enriching it, and he and his consumers are 
very well satisfied. 

Mr. Rood— What candle power is his illuminating gas ? 

The Secretary—I forget ; but itis high. 

Mr. Rood—What advantages did you find in using an excessive 
amount of natural gas other than those you have mentioned ? 

Mr. Faux—I don’t find any other advantages. 

Mr. Rood—Are any hydrocarbons carried off through the mains 
that trouble you ? 

Mr. Faux—No, sir, we had no such trouble. I believe, if any- 
thing, it was a benefit rather than a detriment, because the hydro- 
gen in the natural gas absorbed the carbon that laid in the mains 
in the shape of oil and tar. Answering Mr. Rood’s previous in- 
quiry, I remember that while using natural gas a tremendous 
number of dur meters gave out, which I believe was caused in a 
great measure by the dryness of the natural gas, which seems to 
be of such a composition that it has an affinity for the oils in the 
diaphragm of the meter. Since we have abandoned the use of nat- 
ural gas our trouble in this respect has not been one-third what 
it was during the time of its use. Our city is divided into three 
sections, and it would take two men two days toget the bad meters 
in, but I think last month not over two imperfect ones were re- 

vorted. 

, Mr. Rood—My experience is similar to that of Mr. Faux with ref- 
erence to meters. We are using some natural gas, and although I 
am not well enough acquainted with its use to say what the bene- 
fits or the troubles arising from it are. Imay say we are having 
trouble from our meters. 

Mr. Faux—I sawsome of these questions before I came here, and 
hoped that Mr. Young or Mr. McElroy would be here. 

Mr. Booth—We have had anexperience similar to that mentioned 
in respect to meters. 

Mr. Smith—What was the comparative price between water gas 
and coal gas ? 

Mr. Faux—I could not say that because the Southside has used 
water gas more or less all the time. 

Mr. Faben—I don’t think the effect on the meter, as between the 
coal gas or water gas, would be very different, if both of the gases 
were equally well made. Oneadvantage in the mixture of coal gas 
with water gas [have not heard stated. The flame temperature of 
water gas is very high and the total heat of combustion compari- 
tively sell A very small, energetic combustion and a small flame. 
If the ordinary run of burners are used in consuming it, a large 
burner would be apt to throw off smoke. A large burner would 
throw off free carbon (although the flame would continue bright, 
and would not indicate it), and free carbon would be deposited 
about the room. Now, if we can add to that gas a quantity of 
light carbureted hydrogen, that has a low flame temperature anda 
large total heat of combustion, requiring the large amount of air 
that it does for its combustion, by increasing the size of the flame—- 
increasing the flame area without changing its illuminating qual- 
ity—in that manner we will remove the smoke difficulty. Theonly 
objection to using a large quantity of natural gas as, A be to give 
the gas too large a percentage of light carbureted hydrogen, and, 
requiring that large amount of air for its combustion, the flame it- 
self would be very apt to leave the burner tip with a little air dis- 
turbance—to spread itself, without the necessary amount of oxy- 
gen in the atmosphere to bring on combustion. 

Mr. Cantine—Ilt used to be said in the revival meetings of our 
country that ‘‘ Honest confession was good for the soul.” About 





struck out to get reinforcements. I contracted for a water gas 
plant, but the plant was a little too small to work nicely. It was 
a four foot cupola. It worked during the summer very nicely, 
but the manner in which it was connected with the old coal works 
made it impossible to work the two together. Having only one 
holder, it was a little difficult todo. When we are working one, 
the other would have to shut down. We met the enemy, and I 
don’t know whether they are ours or we are theirs ; but we have 
captured a good many of their pickets. We made a good gas— 
higher than the Jones photometer would indicate, but we had 
something that was not just as sweet a thing as water gas ought 
to be. It was the foulest institution the undersigned ever had any- 
thing to do with. We found it required from eight to ten hours 
to clean the thing. The rest of the time we made gas. We were 
always in that muss, and we are yet. It was no trouble at all for 
anybody on the street to find out what kind of business I was in ; 
they didn’t need to ask any questions. It was impossible to live in 
the same house with me. The odor was simply frightful. Now, 
we propose to get out of that scrape by making coal gas, and when 
the thing gets down to about the point the public will complain, we 


will start this thing up. I think I aged about ten years in six | 


months. I used to grow old—to get a little old—when the holder 
was going down, and it was a question if it wouldn’t strike ground ; 
but this thing has hurried the matter up a little. I would like to 
ask Mr. Light whether we will be compelled to stay out nights with 
picks and shovels and bonfires to get rid of the naphthaline that 
will be made? 

Mr. Light—-That question, I think, hits the nail on the head. We 
don’t use picks and shovels, but we keep portable boilers out. I 
think that is the best method to get rid of it. Every Fall-Novem- 
ber is our worst month : for three or four nights we have to have 
a portable boiler out steaming out our pipes. It would seem 
impossible that 10 or 12 or 16 inch mains will be clogged up in that 
way; but they will. Nine times out of ten you will find the 
naphthaline just beyond the drip. Then we run in a barrel of 
naptha, turn on as much steam as we can get in, say 50, 60 or 80 
pounds, and leave it on 15 or 20 minutes. wy to the furthest 
lamp post away, where the grade is down to the drip, we put in 
another half barrel of naphtha and pump it out at the drip, and it 
will take up all the naphthaline with it that the steam has dis- 
solved. We have done this fortwo years. I don’t know whether 
we will have it next year or not. have tried everything that I 
can think of to stop it. We have it now in the works. I saw it 
the day before I left. When we first put in our water gas plant 
I thought: ‘‘ This settles the naphthaline question.” That was the 
hobby at first ; no naphthaline where there was a water gas plant. 
We ran four or five months and choked up the inlets and outlets 
of the holder. Wehad it in the works the most part of that season, 
but that season it did not show in the street. Next season it left 
the works (we have not had it in the works since to as Foye 
extent), but it appears now on the street every year. y it 
changed is something I can’t say. It seems almost impossible to 
control it. As to using picks and shovels, we used to dig down 
and cut our mains, but found the portable boiler to answer the pur- 
pose better. Of course it must be done at night. We can’t do it 
in day time on account of teams and things of that kind. By the 
way, we have one particular place—talk about going to bed and 
going to sleep! We havea great many hydraulics. At one par- 
ticular place where we cross the hydraulic, I suppose, it runs 
eighty feet under the water. I remember the first time we had it, 
last Fall, it stopped the main solid. We cleaned it out, and the 
following night it was stopped up again. The way we cut it out 
was by putting in between five and six barrels of naphtha. We 
had a good deal of naphtha on hand, and simply filled that pipe 
under the hydraulic and pumped it out again. I think that 
stopped four or five times. Sometimes not two days would inter- 
vene before it would stop up. It kept stopping up that way, until 
we finally cut it off and ran it across the top of the bridge, when 
we didn’t have any trouble afterwards. But that shows the way 
it deposits. Inside of 24 or 36 hours it will stop up a 6 inch pipe. 
If anybody knows any way toget rid of it, I would like to know it. 

Mr. Faux—Up to this Winter I was in the same condition as Mr. 
Light. Until last July I used benzine of 65° gravity, and some- 
times I would have two men out all the time cleaning out lamp- 
posts and consumers’ services. One day it would be in one part of 
the town and the next day in another part. About the time people 
would want to light up in the evening the telephone would begin to 
ring. I didn't know what in the world todo. It was naphthaline 
all the time, station meter, inlet and outlet of holder, etc. I re- 
member one time there was a stoppage in the inlet of the holder, 
when we had to put a big piece of iron on the end of a rope, and let 
it down to break that stuff. Last July I began to use crude oil. I 

ut in a scrubber, which consisted of a boiler 25 feet long and 44 
inches diameter, There is about twenty feet of solid filling in that 
boiler, and the wood is cut two inches wide. Itisaninch on the 
bottom, and runs to a point on top, making it the shape ofa V. I 
began filling within two feet of the bottom, turning each row at a 
slight angle with the one below it. After I got my boiler filled 
some of the gas men thought I would never get any gas through 
that, but I was going to try it. I put on what I call a scrubber 
pump, that would throw a i, inch stream of water, hitched an 


engine to it, placed a barrel at the outlet and fed it with a small 


stream of fresh water about as thick as your finger, then pumped 
that liquor from this barrel into the top of the scrubber. Last 


this time last year a little competition stared me in the face, and I| Winter in condensing I would not allow my gas to get below 65° 


- 
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if I could help it, no matter how cold the weather was. This Win- 


ter I let it go down as low as the temperature of the water would | 


make it. I can’t recall an instance where I have had a service 
stopped up by naphthaline this season. I have not seen a speck of 
naphthaline around the whole works, except in the bottom of the 
purifier when the material is taken out and thrown in theair. I 
noticed one morning that the temperature of the gas was down to 
34°. It was condensed that low bcfore it went into the holder. I 
can’t say whether the pumping, and the condensing of that gas to 
that low temperature, have relieved me of naphthaline or not ; but 
I have no signs of it anywhere. 

Mr. Light--I don’t think the remedy is in your scrubber ; for we 
have the same identical thing. We pump the water over and over, 
and we have been doing that for the past two or three years. We 
aim to run at 60° temperature. Whether your relief is on account 
of the low temperature that you carry or not is a problem. 

Mr. Faux—I am going to try to keep it at 45°, or as close as I 
can to that, to see whether that trouble will occur again. I want 
to find out what has been the cause of it. This is the first Winter 
that I have been free from naphthaline. 

The President—I would like to inquire of Mr. Faux whether the 
extreme cold whether showed more cr less naphthaline than warm 
weather ? 

Mr. Faux--Previous to this Winter ? 

The President— Yes, sir. 

Mr. Faux—Well, I think during cold weather the changes of tem- 
perature would close me up. But this Winter I have experienced 
no trouble with these sudden changes. 


Mr. Clark—I have had a little experience in the water gas busi- | 


ness. About five years ago I took charge of the Elyria Gas Com- 
pany, and my hair then was quite dark. In two years I felt a 


good deal as Mr. Cantine did. I threatened to resign and leave | 
the Company. I would say to our President that I was disgusted | 


and discouraged with the gas business, and wanted no more of it; 


but he encouraged me to wry | on, and, as Mr. Light and Mr. Faux | 
and did not know— | 


say, my — filled up, how to free them 
without taking a shovel or pick, or something of that kind. I la- 
bored day and night, and derived no especial benefit. Many visit- 


ors gave me advice, and I tried the remedies suggested, but with- | 


out obtaining any lasting benefit. 


said he could make water gas. I replied, ‘‘ You are the man I 


want; if you can get me out of this trouble I would like it.” He) 
took hold and ran his heats and everything entirely different from | 


the party I had had, and the result was that my tar and lampblack 


ceased. Weran our heats about thirty minutes. We got a good | 
cherry red on our generator, and a good straw color on our super- | 


heater, and made 5000 feet to a run, and had less lampblack and 
tar. It began to let up at that time. I changed men again, and 
the last man thought he could improve on it somewhat, so he intro- 


duced hot water and steam when we had any trouble. The result. 
was, if we had any trouble or stoppage we applied the steam and | 


followed with hot water, and now to-day we have but very little 


trouble. In fact, we look at it as such a small matter that it is| 
I lose no sleep, and we are working nicely. But | 


no bother at all. 
I would say we have never used Lima oil. We have always used 63 


naphtha, and experienced the same trouble earlier with the naphtha | 


that they do now with the Lima oi]. Now I am making a 22 can- 
dle power “ with 4!2 gallons of naphtha and 50 pounds of anthracite 
coal. I find I cannot get as high candle power with coke as I can with 
anthracite coal. We used the Rochester coke—what they call 72 
hour coke—and when we make gas from it I find we cannot get our 
candle power as high as we can with anthracite coal. Our gener- 
ators and super-heaters being so small that we get too heavy heats 
—that is we have to get too heavy heats—which practice is very 
destructive to our works. I really begin to like torun gas works ; 
before I was sick of them. 

Mr. Hyde—Mr. Clark, what has remedied the difficulty ? 

Mr. Clark—Well, I used to lay a good deal of it to Mr. Benham, 
the Standard Oil Company man. I thought they were not prepar- 
ing their naphtha right. I thought they had changed it. But he 
laid it to our man not understanding properly. 

Mr. Hyde—Are not the high heats responsible for naphthaline ? 

Mr. Clark-—-High heats make the lampblack. 

Mr. Hyde—And the naphthaline also? 

Mr Clark—Yes, sir. I think there is also something in the pro- 
cess by which they prepare their naphtha. I know we have no 
trouble now. They claim they are making their naphtha the same, 
and we have no trouble with it at all. 

Mr. Light —I do not know of any gas apparatus that will cause 
more trouble than a water gas slam, unless it is run on correct 


Finally a party came along who. 


Light Journal. 


'the plant two years. We commenced using crude oil there the 
latter part of March or April last year. We never run strictly on 
naphtha, except when we could not get the crude oil. We gener- 
ally run two-thirds crude oil and one-third naphtha, but we have 
had the same experience both years. There were very few occa- 
sions when we had to run on naphtha alone, except when we were 
delayed in getting crude oil. The reason we abandoned naphtha 
altogether was because the Lima naphtha contains too much sulphur. 
We had to put the whole force at the works into the purifying 
house ; and so we abandoned it altogether. 

A Member—Did you have any trouble with your superheater 
getting clogged up with lampblack ? 

Mr. Light—No, the super-heater will not clog. The deposit of 
carbon that is formed on the brick on the inside is burned out by 
letting the plant stand idle at night, with a small draft on the 
generator. We leave a draft in the bottom of our generator and 
it heats up the super-heater during the night. In the morning 
when we fire up it throws out a perfect cloud of white, greasy 
substance. We have been running twelve hours a day since last 
June with one set, and we have never takén a brick out and never 
been inside of it. 

Mr. Cantine—I was going to tell you of a little trouble I had 
about the stoppage of our inlet pipe. I tried steam and naphtha 
and benzine and gasoline, and all the other materials that come 
from distillation of coal oil. The — of gas in the holder 
was very small. Night came on and yet we couldn’t get a foot of 
- through. Steam had no effect on it. I didn’t know what to 
‘do. I was about in such a dilemma as the man, alone in his house, 
who had the quinsy, and who looked through the cupboards for 
'some kind of medicine, and couldn’t find anything until at last he 
found some kerosene oil. He took a dose of that and it cured him. 
I dosed it with oil and then took cold water and put it in, and I 
have never sinte had any trouble with naphthaline. I never got 
‘anything but a tarry naphthaline. It looks like jelly. I don’t 
know how it came nor how it gets into the inlet. 

A Member—lI don’t think we have had any confessions from Mr. 
| Faben yet on this subject. 

Mr. Faben—I have not any to make. A double water gas set of 
‘our own selection was put in our place and was Segoe by the 
‘employees of the Company that placed it there. They had some 
'trouble. When the apparatus was handed over to us we took new 
men who knew nothing about the gas business or water gas ap- 
paratus. They had everything to learn and nothing to forget. 
|They did just what they were told to do—very closely observed 
the operation of the apparatus when under the charge of the gen- 
tlemen who putitthere. I noticed the trouble that our friend Can- 
tine speaks of would always occur when we had anything but uni- 
form heats. When the apparatus was strikingly hot in some par- 
ticular spot the men would perhaps not be able to introduce oil in 
| that run because that part of it was too hot. As they hadn't put 
anything in there to cool it, the next run it only went that much 
‘higher, and they would have to use some heroic treatment ; and 
that was to put in a good big dose of oil, and then they made lamp 
black. But our apparatus is different from many used and spoken 
|of. We have an arrangement of the combined Lowe and Granger. 
It has three cylinders. The first cylinder is the generator. That 
\is of good size. It has the diameter of a Granger set and it has the 
| modified length of a Lowe set. With that apparatus—that partic- 
|ular form of generator—we are enabled to use soft coal. Witha 
short blast, say six minutes, we can bring that fuel to a very — 
| incandescence, and then make water gas for nine minutes. In the 
|second cylinder we vaporize the oil. The oil is atomized, having 
| been heated in a steam coil before entering, so that the very light 
| portions of the crude oil are vaporized by the steam heat, and the 
heavy portions atomized in escaping through the fine orifice and 
| getting in there. It is showered in, and any portion of the oil that 
is too heavy for atomization or evaporation under the conditions 
/named, lodges on this brick work. The temperature of the brick 
| work is maintained at a low degree, so as just to evaporate it and 
| let it pass on with the incoming gas. We don’t undertake to gasify 
| that oilin there. Itis simply to vaporize it. When it comes down 
to the bottom of the cylinder, there we have a volume of water gas 
| wrought up with the vapors of crude oil. Then it enters the bot- 
| tom of the super-heater. In the super-heater we attempt to gasify 
\it. It has a large damper. The length of that cylinder and the 
primary proportion of vaporization of the oil properly enable us to 
| gasify that oil first in passing through that super-heater without 
|exposing it to a very sharp heat. A very moderate heat will do it 
| by treating the oil in that manner. We can look into the super- 
|heater during any portion of the run, and it is perfectly clear in 


principles. It is the easiest thing imaginable to choke it up sud-|there. The gas coming through does not cloud it up until towards 
denly. » The least change will make lampblack on one side, and if|the end of the run, and then, on account of the ee of 


the heats are too low you will make more tar than youshould. My | heat, the vision is obsctired. I have not had—I have 


experience is that you cannot use too much water in your seal. I 
find that a way to get rid of that hard, pitchy, tar in the seal is by 


drawing the seal off completely. As soon as we put on a run we) 


een, fortun- 
‘ate in that respect—any naphthaline trouble in or about the 
' works, or in any street mains, or with any consumer. 

Mr. Hyde—The secret of the cause of naphthaline is the high 


open the four-inch cock at the bottom and draw everything out.| heats. I know, from experience with the manufacture of coal gas, 
It cleans the seal out completely, so that there is nothing in there to| that the original cause is the high heat, and then the rapid cooling 


thicken up. By running with careful heats there is no occasion | 


at all for lampblack, and the lampblack is what causes the difficulty 
in a water gas plant. 


| afterwards. 
| Mr. Faux—In speaking of naphthaline before, I left something 
|that I will explain now. I have what is called a Granger ma- 


Mr. Printz--I would like to ask Mr. Light if be had this same) chine, that was built for benzine alone. That is, it takes oil in the 
trouble with the naphthaline when he was using naphtha instead | bottom of the super-heater. With super-heated oil at 150 pounds 


of Lima oil? 


pressure the engineer had considerable trouble. He almost blew 


Mr. Light—We had the same trouble. We have been running | up the whole works a number of times. The outlet of the super- 
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1eater would clog up. I did not know what todo. He had his oil 
flown in the ash pan and all over everything. I was in a bad fix. 
[ was like Mr. Cantine for a while—-I felt like clearing out. I took 
hold of the machine, ran it myself for a week or so, and 
found there was something wrong. I didn’t know what it was, 
but I made up my mind if I would change the machine it would do 
better. I took off the cap, deepened the fire and changed the inlet 
from the generator to the super-heater. Then it would go down 
the side blast pipe. Inexplaining this I suppose many of you have 
seen a cut of the Granger process. I came to the conclusion that 
if I could stop that from going down there I would have the thing 
about right. I let the machine cool down and got in there myself, 
I commenced to wall opposite the end of the super-heater blast 
pipe, and placed the brick in such a position that the oil could not 
get back into the pipe, compelling it to meet the hydrogen gas 
coming from the generator in the bottom of the super-heater. It 
worked perhaps for two weeks all right, and then it would back 
behind this wall. I studied the matter over. I had been looking 
up the new process—this new Granger machine that Mr. Faben 
has in operation—and I made up my mind I could get the results 
with this machine. I put a tuyereright under the second arch and 
— my oil in there. I made a loose checker-work between 
the two arches where the oil has a chance to drop down and evap- 
orate below. I now have notrouble. It is as clean as it ever was 
with benzine. There is no tar, and there is no trouble with the 
outlet or anything else. I run with very high heats in my super- 
heater, and there is no sign of naphthaline. 

Mr. McDonald—Mr. President, Iam nota gas man, as you know, 
but I have listened to this discussion. I think probably most of 
you agree with Mr. Hyde, that high heats have something to do 
with this ; but from what I have heard of the discussions of water 
gas, | am of the opinion that the bringing of the oil to a high heat 
suddenly is the cause of the trouble. Ifthe oilis brought to a high 
heat slowly, I think the trouble will be much less. I know it is 
generally conceded that it is much better to bring the oil up grad- 
ually, vaporizing it first and then introducing into the apparatus | 
afterwards. 

On motion, a vote of thanks was passed to Mr. Light. 








As a basis for planning for the construction of the new plant, it 
was considered advisable to provide for the manufacture of 600,C00 
cubic feet of gas per day to meet present requirements ; but, deem- 
ing it prudent to be mindful of the future, the houses and machin- 
ery were placed and distributed in manner to conform to a general 
plan contemplating a works having a capacity of 5,000,000 cubic 
feet. 

The retort house, benches and coal shed were built for a capacity 
of 600,000 cubic feet. but they are placed so that they can be exten- 
ded to the ultimate full capacity. se 

The boiler, exhauster, condenser and washer houses are joined 
together in the order named. The boiler house is of a size sufficient 
for all future requirements, and incloses two boilers for immediate 
needs. The exhauster house is ample for all future demands, and 
contains two exhausters for alternate work, each having a capacity 
of 2,500,000 cubic feet. The condenser house has a capacity to con- 
tain apparatus capable of properly condensing 3,000,000 cubic feet, 
and is so arranged that additions can be easily made to provide for 
the further amount of 2,000,000 cubic feet. The apparatus now set 
will properly condense 900,000 cubic feet. ‘.he washer house now 
contains one set of tar and ammonia washers of about 1,200,000 
cubic feet capacity, and has space for another set. Provision was 
made for extending this house to receive two more sets of 
washers. 

The purifying house, with its one set of purifiers, 25 feet by 25 
feet, and the revivifying house attached, can properly pass 1,250, - 
000 cubic feet of gas, and the building and inlet and outlet pipes 
are so placed that they can easily be extended to the capacity of 
5,000,000 cubic feet. 

The station meter house contains one station meter, 12 feet by 12 
feet, having a daily capacity of 1,700,000 cubic feet, and ample 
room remains in the building for placing two more of seme size. 

The first gasholder, having a capacity of 600,000 cubic feet, has 
two sections of 110 and 11112 feet diameter, respectively,each section 
32 feet high, contained in a tank of 114 feet diameter and 32% feet 
depth, inclosed in a brick house surmounted with a non-trussed 
wood roof, covered with slate. Adjoining this building is the gov- 
ernor and valve house, being centrally located for connections 


with the present and all contemplated gas holders. The piping and 


AN INVITATION. 


valves are so arranged as to admit of inlet and outlet of each 


holder being controlled in this building. 


Mr. Faben, on behalf of the Toledo Gas Light and Coke Com- | 
ae then invited the Association to a dinner, to be served in the | 

oody House on the following evening, which invitation was, onmo- 
tion, accepted with thanks. The meeting thereupon adjourned. 





Two tar and ammonia tanks are located convenient to the retort 
house and condenser and washer houses, each having a diameter 
of 40 feet and a depth of 35 feet. The pump house is adjacent to 


the last named tanks. 


The retort house was constructed especially for the convenient 


use of regenerative benches. The floor consists of I beams covered 


with ribbed steel plates. Tracks and turntables are laid contem- 


Seconp Day--MARCH 20--MORNING SESSION, 


The President announced that a neat souvenir badge had been! 
presented to each member of the Association by the Central Chan- 
delier Company of Toledo, accompanying their invitation to visit 
their show rooms and factory. The meeting took appropriate ac- | 
tion expressing its appreciation of the memento and the invita-| 
tion. | 

A letter was also read from Mr. Scott, President of the Board of 
Trustees of the Manual Training School, inviting the members of | 
the Association to visit the school during their stay in Toledo. On 
motion, a vote of thanks was given Mr. Scott for his invitation. 

A resolution introduced by Fred. R. Persons, endorsing the ac- | 
vion of the National House of Representatives in selecting Chicago 
as the site of the World’s Fair, was, on motion, adopted. 

Mr. G. A. Hyde, sen., of Cleveland, then read his paper on 

OUR NEW COAL GAS WORKS, | 

Mr. President and Gentlemen of the Ohio Gas Association—I es- 
teem it an honor to be chosen a member of this Association and 
complimented in being requested by your Secretary to prepare a 
paper entitled ‘‘ Our New Coal Gas Works.” 

The portion of the city of Cleveland lying on the east side of the 
Cuyahoga river is supplied with illuminating gas by the Cleveland 
Gas Light and Coke Company, and the west side by the People’s 
Gas Light and Coke Company. 

This paper relates to the former Company only. The old, or No. | 
1 Station is located at the extreme northwest corner of the terri- | 
tory supplied. and has proven to bea desirable location from which 
to suitably meet the requirements of that portion of the city. | 

Looking to the future, the question of duplicate feed pipes to, or | 
the erection of supplementary works in the outlying district had | 
to be era pane. and, after due deliberation, a conclusion was | 
reached that it would be best to erect supplementary works. 

In furtherance of that plan a plot of land was purchased near the 
shore of the lake, at a <— three miles eastward of the old works. 

The plot contains about eight acres of ground, and is located 
between the main track of the Lake Shore and Michigan Southern 
Railroad and the Madison avenue branch of the Cleveland and 
Pittsburgh Railroad, thus affording excellent facilities for the re- 
ceiving of material yeed in the construction or repair of the works, 
the receiving of coal and shipment of residuals. A brook runs 
through the grounds, which furnishes an abundance of water suit- 
able for quenching coke and for the benches. Water for boilers | 
and washers is obtained from the city water system. 


plating the use of steam charging and discharging machines, and 
the house is arranged forerecting overhead coal tracks and storage 
bins for supplying the charging machines. 

A system of water piping for fire protection, connected with the 
city system, is distributed through the entire plant. 

The main gas pipe running through the works is thirty inches in 
diameter, is exposed to view, and placed ten or more feet above 
the ground, or floors, from the retort house to the outlet. of the sta- 
tion meter house, excepting for a short distance between the puri- 


fying house and the station meter house, where it is placed under 


the surface of the ground. 

I wish to call attention to this feature of our work, as it differs 
from the usual custom. These pipes are easily reached in case of 
leaks, require no basements, and permit of free access to all the 


| machiner 


The buildings are placed in the following order, viz. : 

The coal house adjoins the Lake Shore and Michigan Southern 
Railroad, is 100 feet wide, has a branch elevated railroad track run- 
ning lengthwise along its centre, allowing the ‘‘ storage” coal on 
one side, and the ‘‘ present use” coal on the other, and nearest the 
retort house. 

A space of twenty feet intervenes between the coal and retort 
houses, thirty-seven feet between the retort house and the boiler, 
exhauster, condenser and washer houses, and thirty feet between 
the last named and the purifying house, and attached to revivify- 
ing house. This last named house lies alongsideof the track of the 
Madison avenue branch of the Cleveland and Pittsburgh Railroad. 

The benches are of the Kloenne-Bredel Regenerative pattern, and 
were erected by Mr. Fred Bredel, of New York city. 

The exhausters were manufactured and placed by the P. H. & F. 
M. Roots Company, of Connersville, Ind. 

The condensers are of the open-air plan, but divided into rows 
every two feet, each row containing twenty-four six-inch pipes, of 
twenty-four feet in height each, and having a daily capacity per 
row of about 150,000 cubic feet. This method was first introduced 


_in our present old works in 1872, and proves satisfactory. It has 


the advantage of making it possible to = at all times, the same 
condensing treatment to the gas, whether much or little is being 
manufactured, but which can not be done by a single line con- 
denser, whether oper-air or multitubular water condenser. By 
having valve at each end of each row, there is obtained the further 
advantage of being able to shut off by single rows for cleaning. 
The tar and carbonic acid extractors and ammonia washers were 
furnished and set up by Mr. Fred Bredel, of New York city. R. D. 
Wood & Co. furnished and placed the set of four purifiers and dry 
centre valve. The Maryland Meter Company, of Baltimore, Md., 
furnished the station meter. The Stacey Manufacturing Company, 
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of Cincinnati, O., furnished the holder, and Helme & Mcllhenny, 
of Philadelphia, a twenty-four inch Foulis governor for regulating 
the delivery of gas to the street mains. 

Gas making at the new station was commenced December 1, 1889, 
and has been in successful operation since that date. 

The paramount endeavors in the planning and construction of 
this plant have been to avoid display and useless expenditures for 
outward effect and complication, and have been concentrated in 
producing the simplest and most effective methods for manufac- 
ing gas of a uniform good quality at the lowest cost. 

n these days, and days to come, in which competition is to be | 
met, the best machinery is the cheapest and most profitable. In) 
the matter of apparatus and methods of operation, while others | 
may be as good, we may be pardoned, I think, in believing that 
our new Coal Gas Works is of the best, and is well provided to pro- | 


- duce the most effective gas fuel, as well as the most practical 


medium of artificial light. 
Discussion. 


The President—Gentlemen, you have listened to this paper by 
Mr. Hyde, and I don’t think any comment from the chair is neces- 
sary. I think the end has been reached in that works; and I trust 
a free discussion will be had on the paper. | 

Mr. Printz—The description given by Mr. Hyde of his works, 
is very vivid, so much so that we could almost carry the) 
the works in our eye, and we can tell about what the works would | 
look like. What I would like to ask of Mr. Hyde is the results | 
which have been obtained: in the new works—whether they have | 
been superior to those in the old works, in the amount of gas pro- | 
duced per ton of coal, and also as to the saving in the amount of | 
coke used—that is, the percentage of coke that has been used to'| 
carbonize say 100 pounds of coal ; whether the difference has been | 
very marked between that formerly used in the old works and that. 
used in the new works. | 

Mr. Hyde—As the acceptance of the Bredel benches depended | 
upon their results, a test was made to ascertain the percentage of 
coke used. Four benches were run a week, according to the con-| 
tract, on 19 per cent. of the coke produced. That was the trial. | 
We have been running three months. Of course it is in the begin- | 
ning of the work, and under the management of those who have | 
not been accustomed to use this kind of bench, and with those | 
benches (as any benches, or any new work in new hands) it is) 
necessary to run for a while to get accustomed to the methods. | 
The other day, my son, who has charge of the works, reported that, | 
as near as he could make out, they ran a week with 22 pel cent. | 
Of course they didn’t include in the first test an occasional stopped | 
stand-pipe, and that interferes with the record which might be | 
obtained where you are making a trial, the first trial especially. | 
We feel satisfied that somewhere about that amount of coke will | 
be required to heat the benches, 22 per cent. In the old works I | 
have run with our plan of old benches for a month with 25 per) 
cent., and I have run six benches for six months or a year with 27) 
or 28 per cent. It would seem from the information which I am | 
able at present to present, that there is a saving of probably 5 or | 
6 per cent. in the use of the Kloenne-Bredel benches. What the | 
future will develop will be the experience of the manager, and we | 
do not know now. It may be less than that, but I apprehend that | 
22 per cent. is about what we may expect. Does that answer your 
question ? 

Mr. Printz—Yes, sir. Another question that I would like to ask | 
—were not the old benches you speak of extraordinarily good | 
benches, or good settings, for the old style? That 22 per cent. you, 
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kind of fuel, and the result was that with the new style we used 
about 2,000 pounds of -fuel per day ; while with the 31g (I think it 
is something like that), and 12 inches wide, we used about 1,600 
pounds. That would be three-quarters of the quantity, and we 
produce the very same heat exactly. We could not use less than 
2,000 pounds with the wide furnace, and we couldn’t use more than 
1,600 with the other, but the heats were the same, and the quantity 
of coal carbonized in the retorts was the same. We also tried the 
coke, but I cannot give the quantity. The results, however, were 


‘the same, or about in that proportion. So we demonstrated, to a 


certainty, and gave an explanation why we were using less fuel 
than others. ButI can’t now see how any company could use up 
to 50 and 60 per cent. when we were using 28 or 30. While in 
Massachusetts I called at several places and asked of them the quan- 
tities, and also toid them our experience. They looked at me as 
though *‘ that would do for a western man to tell a down-easter ; 
but we don’t take any stock in it.” I was astonished to find they 
used so much. What did they do with it? that is the question. 
Mine, you would say, was absolute measurement. We filled so 
many retorts with coal and pulled so many out. It is not meas- 
ured, but the retorts are charged alike, and a certain proportion 
of them used, so there is no mistake about the quantity. I think I 
have answered the question. 

The President—-You got the same yield from the short and nar- 
row benches ? 

Mr. Hyde——Just the same with the same charges. 

Mr. Smith—Any difference in the depth of the furnaces? 

Mr. Hyde--No, sir ; constructed the same and fed the same: 
treated the same every way. 

Mr. Printz--I don’t wish to monopolize the time of the meeting 
by asking all the questions, but I would like to ask another, and 
that 1s—-the size of the retorts in the benches, the amount of coal 
you were charging into them, and the yield you were getting from 
these new benches ? 

Mr. Hyde—Now ? 

Mr. Printz—Yes, sir. 

Mr. Hydé--It was understood that we were to get 9,000 cubic feet 
to aretort. We have averaged from nine to ten thousand. 

Mr. Printz—Now, the size of the retort ? 

Mr. Hyde—The retorts are 15 by 26, by 9 feet 4 inches. 

Mr. Printz--Charged every four hours ? 

Mr. Hyde—Yes. 

Mr. Printz—What weight ? 

Mr. Hyde—333 lbs. we are charging now. I think that is the 
highest— 333, 316, sometimes 300, depending on the condition or 
necessity. 

The Secretary—Mr. Hyde, what disposition do you expect to 
make of your old works? What will be their ultimate fate? 

Mr. Hyde—There can be no change. made in the old works, ex- 
cept to use them as they are. 

The Secretary—Indefinitely ? 

Mr. Hyde—Indefinitely. That is, we do not see now any reason 
why we should lift the benches up and have a basin where the 
benches are. It is not convenient. The width is not right, 
and the probability is that we shall use them as they are. They 
are not extravagant in the use of fuel. We have not thought of it, 
but I don’t suppose there will be any change. 

Mr. Printz— One further question I would like to ask, and that is 
as to the care in the handling of these new benches. Is it neces- 
sary to draw the clinkers from the furnaces as often as you do in 
the old set ? 

Mr. Hyde—I wish I could tell you something about the running. 


speak of is much below what we usually hear from the old set-| I have been busy about other things. My son runs the works. I 
tings. |am satisfied of this, that there is economy, of course, in being able 

Mr. Hyde—As far as I was able to determine that, and I made! to draw your coke out of your retorts to run it down into the bage- 
many inquiries in years past, with reference to the consumption of | ment instead of hauling it off in some other way. The tendency is 
coke, our experience compared with that of every other gas works | to economize ; to what extent I am not able to say, I wish I cculd 
that I inquired of, was such that I can scarcely believe my own i state that, but they are new tous and I have been busy about other 
statement, because everybody else said otherwise? I could not | things and have not paid attention to it so as to be able to answer. 


understand why we were able to keep our furnaces at the right heat | 
with so small amount, whenevery other company varied from 40 to | 
50, even 60 to 70 per cent. of the coke produced. I couldn’t under- | 
stand how we were able to run six months with 27 or 28 per cent. | 
under, you might say, unfavorable circumstances—like charging 
benches and having them ready for use, and holding them for dark | 
days, etc. But we seldom got above 30 or 31 per cent. It always | 
had been for a long time, rather a mystery as how it came— 
whether the others were careless in their statement or what it was. 
I knew I was making the statement, and I knew the information I 
obtained was correct. Mr. McIlhenny was at our works a year 
ago, where we were constructing a bench, and he said : ‘‘ I see the 
philosophy of your benches now. I never could understand it. | 
Your furnaces are short and narrow and others are long and wide.” 
That was partly in confirmation of what I had ascertained wes 
at one time. About 15 years ago we got a plan from New York for 
the erection of a set of benches that called for a length of 412 feet, 
furnace, I think, and 14 inches in width. That was the grate-bar | 
surface. Mr. Christy, our superintendent of the works, and myself | 
noticed they wefe much at variance with ours, and we said, ‘‘ Now, | 
ours are all right, and what is the use of having anything better?” | 


The Secretary—After you make increases to a considerable ex- 
tent, do you anticipate any trouble from back pressure thrown by 
these Bredel tar and carbonic acid extractors and ammonia washers ? 

Mr. Hyde—No, sir, we don’t anticipate any difficulty in that re- 
spect. We calculate to run about eleven hundred thousand and 
when we get to that we will have another set. 

The Secretary—What pressure do they throw now, with your 
make at 600,000 feet ? 

Mr. Hyde--It is eleven inches. 

The Secretary—That is the aggregate pressure before the ex- 
haustor ? 

Mr. Hyde—Yes, sir. 

The Secretary— What pressure, for instance, does the ammonia 
washer itself throw ? ° 

Mr. Hyde —I could not tell you that. I only noticed the other 
day that it was eleven inches before the condenser. 

Mr. Cantine—Why, if water gas plants are so good and generally 
used and so popular, why did Mr. Hyde not put that ina plant of 
that type instead of this 5,000,000 coal gas plant ? 

Mr. Hyde—We think a good deal of water gas, but we don’t use 
it. As far as we have been able to ascertain we thought it safe to 


But we concluded to set up three benches on the new plan, and use the process that we were familiar with. We know we make 


built the other nine on the old plan. Then we set to work gas at not a high price, that is we make it cheap, and the method 
to see if there was — diffierence in the _ practical) and process we are familiar with and we make it with ease, and 
use of them. We tried them on coal and on coke. We everything has been satisfactory so far. The question of intro- 
ran long enough to demonstrate the practical use of them on each | ducing a water gas plant has occasionally been brought to our at- 
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tention and we think some time we will put in aset. However, if 
we don’t put it in any faster than we talk, it will be some time ; for 
we have talked about it for ten years. Webought the right to use 
the process about ten or twelve years ago. iam satisfied of this, 
that it would be well to have a plant, because in Cleveland, as in 
other places, we occasionally have a dark day, and when it is 
dark, itisdark. We have repeatedly, or about once a year any- 
how, consumed all the gas we make between sunrise and sunset as 
fast as we made it, and our supply for the night is what we had 
on hand at sunrise. So, if that day should be repeated we would 
be floored. In an emergency of that kind I think it would be de- 
sirable to have a water gas apparatus so that when we found the 
day was going to be dark we might commence making water gas 
to replenish. But from all we have been able to find out or learn, 
we have not decided to change yet, any way. We have got coal 
gas yet. 

Mr. Evans—I would like to ask Mr. Hyde to state how much his 
gas costs him in the holder ? 

Mr. Hyde—That is a question that I could not answer before any 
public assembly. 

The Secretary —I would like to ask Mr. Bredel, who is now pres- 
ent, the question I asked Mr. Hyde, as to what pressure his am- 
monia washers throw with that 600,000 feet daily make ? 

Mr. Bredel—All the way from three to five inches pressure. 

The Secretary—Isn’t that a good deal ? 

Mr. Bredel—No, the exhauster will take care of it all. You will 
have to push your gas so much harder. I don’t see any objection 
to high pressure. I know of gas works where the pressure is up as 
high as 14 or 15 inches, and I don't see the objection to it. 

The Secretary—As I understand it, your purifying boxes don’t 
throw any pressure at all. 

Mr. Bredel—-No. 

The Secretary—But after the make increases materially I should 
think these purifiers would throw the usual pressure, which is con- 
siderable, and then your aggregate pressure, it seems to me, would 
be rather high 

Mr. Bredel—Well, it might be that the purifiers afterwards will 
throw about an inch pressure. If they throw more there is some- 
thing wrong. Your purifier is not large enough, or your purifying 
material is not good. 

Mr. Printz—I would like to ask Mr. Hyde if that saving of five 
per cent. in the coke is sufficient to justify the extra expense inci- 
dent to the cost of this Kloenne-Bredel furnace over the old set- 
tings ¢ 

Mr. Hyde—Weil, I have not taken that into consideration. In 
investigating this matter of putting inthe new works we concluded 
that we would have in a set of these benches for trial, but I have 
not investigated. After we get fairly going and have run several 
months, we shall settle allthat conclusively. I. however, may say 
this, we expect to extend our retort house and put in the same 
kind. Weexpect this year to extend the retort house 500 feet, and 
expect to build a tank of 145 feet in diameter for the same works. 
We are coatem plating the need of further extension. 

Mr. Printz—I would suppose that there is not only this saving of 
five per cent. in the fuel, but the advantage which you obtain by | 
the setting, in the handling of your coal and getting rid of your 
— — certainly be quite an inducement to make a change of 
this kind. 

Mr. Hyde—Yes, sir, we expect that; but you asked a definite 
question, and I can’t answer it. I would be pleased to if I could. 
Of course we expect to get benefit from the use of this or else we 
would not think of extending it. 

The Secretary— With us the price of coke is so low that the study 
of the economies in coke saving is not a matter of any particular 
importance. Our coke nets us only 32 cents, and although our re- 
generator furnaces consume more coke than they ought, we don’t 
care very much. We use at least 30 per cent. of the coke we make 
in the furnaces. 

Mr.Printz—One of our bashful members requests me to ask the 
price which Mr. Hyde gets for his coke. 

Mr. Hyde—The ordinary price is seven cents for the coarse coke. 
For our crushed coke we get 8!2 cents at the works. 

Mr. Faux—Do you not expect your retorts to last much longer 
_than under the old system of firing ? 

Mr. McIlhenny—I believe the usual way of measuring the life of | 
a retort is by the quantity it produced during its life. If a retort 
is run hard and produces in a year five million feet, and andther 
runs three years and only produces the same quantity, the one that 
runs a year has done as much work as the other one. It is a ques- 
tion of production rather than a question of time. 

The President—That is undoubtedly true, but the factor comes in 
there, however, whether the one system maintains a more uniform | 
heat than the other. I think we will all agree that that system | 
that maintains the most uniform heat, even if it be somewhat 
higher heat, would perhaps be not more destructive to the retort 
than a lower and vacillating heat. 

Mr. McIihenny—Yes, of course. The regenerator system is like | 
running a train without stops at stations. You don’t have to stop | 
and start the train again. Youdraw the hot coke into the furnace, | 
and there is no cooling of the retorts by the cold coke being thrust | 
in. Now you have a practical advantage in that direction, } think. | 
You have a more uniform heat, of course, upon the bench, and | 
better results. Besides, we all know thatall kinds of material con- | 
tract and expand more or less by heat and cold, and when you 
cool your bench down by throwing in cold coke there is more or less 


plant for making gas quickly. Did I understan 





contraction of the retort, and it takes some fuel to bring that heat 
up again to the condition the regenerator should maintain. 

Mr. Faux—The reason why I brought out that question was this: 
I use natural gas. Three years ago when I took charge of the 
works, there were benches that had been dismantled and torn out. 
The retorts were good but they wouldn’t heat with coal and coke 
any more. I refitted them, put natural gas under them and have 
run them now three years, and I find they are in very good condi- 
tion. The reason | brought that out is to show that with the re- 
generator furnace and firing by gas, the life of a retort is much 
longer than by firing the old way. I believe in gas firing under a 
retort. 

Mr. Bredel—Mr. President, I think the injury is due more to the 
solid pieces of coal that get in the ordinary furnace and, coming 
in contact with the retort, form a flux there and make the retort 
crack. Now in the regenator furnace no flying ashes or anything 
can get into the retort and form a flux, and, as Mr. Faux says, 
naturally, this is an advantage in firing with gas. - Another thing, 
if you open your filling door, there is not much chance for cold air 
to get in. Of course if any cold air gets in it will have to pass 
through the generator and will be warm by the time it strikes the 
retort and will not crack it. , 

The Secretary—Mr. Bredel. what is the proper temperature in 
your regenator furnace when it is working right ? 

Mr. Bredel- That is a pretty hard question to answer. The proper 
temperature of the furnace itself, of the fuel, should not be much 
hotter than the coke comirg out of the retort. In attempting to 
estimate this I use an apparatus of my own contrivance for that. 
You cannot call it a pyrometer, but I have used it quite satisfac- 
torily. It is a very simple arrangement, but it is only for com: 
parative heats. I take asmall box and make little slots in it and 
take blue glass and cut them up into pieces of one inch square and 
put 20 to 30in it. Then bore a little hole on both sides, about half 
an inch in diameter, look at the fire, and put so many blue glasses 
on until I can’t see anything more. ThenI rate by how many 
glasses it takes. In this way I have a comparative test. 

The President—In the matter of economy in firing, the regenera- 
tive furnace has one advantage that I have not heard brought out 
yet, and it strikes me that it is much greater than many of us are 
perhaps apt to give it credit for, namely, the fact that the fuel is 
dropped in at the top. Of course there would be no current of air 
in that case, as with a door opening squarely infront. In the lat- 
ter case you get a current of air through the ordinary furnace, that 
means a good deal of disaster. Of course every time the door is 
opened for stoking or charging or anything of that sort a current 
of cold air rushes in. I have no doubt the difference is very much 
greater in that regard than many of us think. 

Mr. Hyde—I would like to make mention of a scheme that I have 
in mind. Whether it will ever be carried out or not at our works 
I don’t know. In perfecting our method of handling coal and 
coke at our new works my scheme is to shovel the coal into a car 
from the coal shed, where, of course, it is unloaded ; lift the car 
and dump it into a crusher for crushing it for the steam charger. 
It would pass through the crusher into another car. That car 
would be lifted high up into the retort house, and run around on 
the tracks on each side of the house to the dumping bins. Out of 
these bins the coal would be drawn into the steam chargers and be 
blown into the retorts. Then, after carbonization, withdrawn by 
steam with the steam stoker, and drawn into the chutes in front of 
the retorts down into the coke car—that car to run along on a track 
to an elevator, and be lifted and dumped into a bin; the coke 
drawn out of that bin over a screen that takes out the dust, and 
continuing a little further, takes out the pea, if you choose, then 
the nut and the dust and the pea are deposited in seperate bins, 
and the coarse coke will run into a car. Oneshoveling in the 
works, after the coal is unloaded into the works, does the whole 
business. We have notrack at present for delivering the coal into 
these bins, and have no bins as yet. But that is what we are think- 
ing of doing, and if we do, one shoveling will do the whole work. 

Mr. Dittmar—Mr. President, since we are on the different modes 
of manufacturing gas, and manufacturing it quickly, I want to 


_ask Mr. Hyde whether he fully looked into the matter of the vari- 


ous processes of manufacturing before spending the amount of 
money he did for manufacturing coal gas? E 
Mr. Hyde—Only in a general way. Of course almost any one is 
familiar with the method of making gas by the water gas pro- 
cess. But we didn’t go into that particularly. We had in view 
having a coal gas works, and we did not investigate perhaps thor- 


— with reference to all the other methods. 
r 


. Dittmar—As I understand you, you ee putting ina 
you rightly ? 
Mr. Hyde—No ; we expect to extend our present method. 
The President—I think Mr. Dittmar partially heard what Mr. 
Hyde said with reference to water gas processes. Mr. Hyde did 
say they had had under consideration the matter of water gas, but 


‘that if they made progress as fast in the adoption of water gas in 


the future as in the past, it would likely be a good many years 
beforeit was put into operation—or something of that kind. 3 

Mr. Dittmar—I judge, then, from that remark that Mr. Hyde is 
not very much impressed with these different processes of water 
gas manufacture. : 

Mr. Hyde—Well, I cannot say. You might draw that inference, 
We have not yet concluded to put in a water gas plant. 

On motion, a vote of thanks was extended to Mr. Hyde. 

(To be Continued.) 
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[Communicated Article. | 
Doubts Versus Dogmatism. 


<atndaltilaminic 
By Mr. B. E. CHOLLaR. 

At the meeting of the Western Gas Association. held in St. Louis, in 
1887, the writer read a paper on ‘‘The Rule of Inverse Squares,” in 
which he endeavored to show, by a simple geometrical demonstration, 
that the commonly accepted law of light, as applied in the practice of 
photometry, exaggerates the value of a small light to the consequent 
disparagement of a larger one. 

The paper, although prepared with some care, was intended by no 
means as an elaborate effort, but, on the contrary, was offered as an in- 
vitation to our scientific friends to take up the discussion of the subject 
with a view of clearing away the very serious doubts in the minds of 
many in regard to the truthfulness of the photometer. 

It is unnecessary to say that the paper failed of its object. The criti- 
cisms were few in number and extemporaneous in nature. The general 
inference seemed to be, however, that the writer might possibly engage 
in a more suitable occupation than in that of questioning natural Jaws 
as they are laid down in the books. 

The paper was disposed of in short order ; but the doubts still survive. 
And the doubters persist in believing that a big light has some sort of 
an uurecognized value not possessed by a little one. 

Where there is much smoke there must be some fire. Let us look 
again for the fire. 

We will suppose a luminous point, trace an imaginary beam of light 
from it through a series of ideal lenses and note the result. 

Although in reality it is altogether probable that there can be no 
such thing as a ‘‘ray” of light; yet the conception is correct, and the 
expression is so intelligible and convenient that we will make use of the 
term. , 
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In the diagram let A represent the luminous point, situated in one of 
the conjugate foci of the lens B. The effect of the lens upon the light 
received by it will be to change the direction of the rays and converge 
them at E, which point we will make the principal focus of the lens C. 
At E the rays will cross without change of direction and diverge to C, 
where they will again be changed in direction and made parallel, in 
which relation they will continue until, by the lens D, they will be 
directed to the point F. The general form of the wave point of the 
diverging rays, from A to B and from E to C, will be convex in the di- 
rection of the light, while that of the converging rays B to E, and from 
D to F, will be concave. From C to D, the light rays being parallel, 
the successive wave points will be parallel planes. If, therefore, the 
light from the luminous point A, advancing with a convex wave point, 
decreases in strength in proportion to the square of the distance, it fol- 
lows, conversely, that light from the surface B, towarda point or witha 
concave wave point, must increase in strength at the same rate. 

Similarly, light made up wholly of parallel rays should neither in- 
crease nor decrease in strength. 

Here we have severally—if the expression may be permitted—three 
distinct kinds of light ; one of which decreases, another increases, while 
the third remains constant in strength as the distance increases. A lu- 
minous point can emit only the first, while a luminous surface sends out 
all of the three kinds of light, only one of which diminishes in propor- 
tion to the square of the distance. 

The other two kinds alone possess the characteristics of what we call 
diffused light. Diffusiveness in light, therefore, is a quality produced 
by converging and parallel rays ; hence if these rays are not governed 
by the law of inverse squares, diffused light is not; and it follows, in 
comparing a large light with a small one, that the photometer is a pre- 
varicator. 

The mendacity of the photometer lies in the scale graduated on the 
bar, and the law under consideration can be proved true by the photo- 
meter itself no more than a tape line can be proved correct by measur 
ing backward over a distance already measured by the same tape. 

It is well to be precise ; but it is better to be correct. And it is hardly 
worth our while to spend time in looking for a light-standard of third 
decimal place precision, so long as the photometric bar may possibly be 
wrong in units. 

In the meanwhile it appears to the doubters that the larger light is en- 
titled to a credit over the smaller by reason of its size, and independent 





of its brightness. In other words, that photometer experiments, as they 
are ordinarily made, should be corrected by an addition to the observed 
value of the larger light. 








The Influence of an Idea. 
cack 

The London Journal, in its issue for March 18, says that a curious 
illustration of the influence of a fermenting idea is to be observed in the 
progress of the improvement of gasholder design by the suppression or 
radical modification of the guide framing. It is some time since we «e- 
voted any space in the Journal to a review of this modern improve 
ment, and meanwhile the change that was a few years ago regarded by 
most engineers as chimerical, has become a commonplace of engineer- 
ing, as our advertisement pages testify. It will doubtless require time 
for all gasholder makers to fall in with the new movement, especially 
as the two best known arrangements for dispensing with the outer guide 
framing of gasholders are proprietary. Contractors who do not possess 
workable patents of this class will naturally disparage their value, in 
order to keep work in their own hands; but the commercial future of 
this reform in the principles of gasholder construction will settle itself. 
We have nothing to do with this part of the question, but desire for the 
present merely to call attention to the remarkable practical effect that 
a single idea has wrought in this branch of engineering ; and we do this 
not for the sake of unduly magnifying the value of this particular idea, 
which may be great or small, but in order that any reader who may at 
any time start a similar idea may be encouraged. In most professions, 
and particularly in gas engineering, there exists a robust class of critics 
who claim to be nothing if not ‘‘ practical.” They weigh everything in 
the same balance, and pass ideas over their weighbridge just like trucks 
of coal. Anything by way of suggestion that cannot be weighed in this 
fashion, and its value determined forthwith in current coin, they dis- 


‘miss as ‘‘theoretical”—which in their mouths is a term of contempt. 


These critics are eminently respectable and useful in their way; but 
it is well to occasionally remind them and the world that they do not 
know everything. There are matters which cannot be weighed on a 
weighbridge, or measured by a two-foot rule, but which may in the 
fulness of time set many weighbridges and rules to work. These are 
fundamental ideas. Nobody can tell for certain, when a strange sug- 
gestion arises in his own thought, or is communicated by his neighbors, 
whether it is likely to bear fruit or not. Technical journals and the 
records of the Patent Office bear witness of many suggestions that 
never come to anything. There is no recognizable hall mark on these 
productions of the mind. Not even their parentage serves to indicate 
their value ; for the most striking thing about the life work of every 
eminent man is the amount of suggestion which he produces to waste. 
A Siemens or a Bessemer, whose ideas sometimes create new industries, 
make more failures than successful shots; so that not even the best 
accredited ideas can be accepted without practical test. On the other 
hand, the most obscure thinker may discover a clue to an industrial ad- 
vance that has escaped others. It is his duty, therefore, to give his 
ideas a fair chance of being heard ; and fortunately the means of publi- 
cation are so generally available now-a-days, that nobody need despair 
of a hearing for aught he may have to say that is not obviously ridicu- 
lous. 

The distinction between a fertilizing idea and its practical application 
is radical. The idea may be expressed in a few words ; but the applica- 
tion may take years in working out. The property in the original sug- 
gestion and in its utilization may, and generally does belong to different 
people. Sometimes, but happily not always, the first discoverer essays 
to protect himself from the improver by patenting every imaginable 
modification of the embodiment of his idea; and when he has over- 
looked a weak spot that is taken advantage of by another, he is loud in 
his denunciations of the infringement. It is probable that more general 
good is effected when the discoverer keeps himself independent of the 
practical deviser of applications, whose genius is of a totally different 
character. We say this because it is possible that here and there may 
be found men who have in their minds more or less clearly defined ideas 
on various industrial problems, which they are not disposed to publish 
for what they are worth because they have a half-wish to keep them 
until they can clothe them in working shape. This day never comes. 
The man with the idea never succeeds in devising the practicable em- 
bodiment for which he waits ; and so his idea perishes with him. It is 
not always that he keeps his idea to himself with a view to his personal 
gain. Such conduct would be undoubtedly selfish and short sighted, 
but not necessarily iniquitous. It may well be, however, that the man 
with the idea does not keep silence through selfishness, but simply 
through modesty. He has the idea, such as it is, but cannot himself see 
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what practical good it represents, and has no hope of acting upon it. 
He is afraid of the robust practical critics already referred to, who are 
sure to ‘‘sit upon” him for venturing to dabble in a ‘‘ theory” which 
has no apparent connection with their experience ; and so he keeps his 
own counsel, and the world is the poorer of a suggestion that somebody 
else might have been able to work up into a useful shape. 

It will not perhaps be an undue exaggeration of the worth of the 
example if we cite the history of the movement for the suppression of 
gasholder guide framing of the usual description, in support of the fore- 
going observationns. About this time three years ago there appeared 
in the Journal an article entitled, ‘‘ Is Lofty Guide Framing Necessary 
for Large Gasholders?” which began with the statement that ‘the 
question as to what is the precise value of gasholder framing is one that 
has been raised several times by engineers with a propensity for diving 
after abstract principles of construction, but bas not vet been settled, or 
even placed upon the road that may lead to settlement.” The gist of 
the article lay in a suggestion that a gasholder might be maintained in 
a proper working position by means of the bottom curb. It was the 
first promulgation of the idea of guiding gasbolders from the base. 
And now let us pause to point out that this was no more than an idea, 
stated simply for what it was worth, without any attempt to apply the 
principle. The time was apparently favorable for the suggestion, 
although there had not been any prior discussion of the subject. 
Within the week, Mr. V. Wyatt came forward to admit the force of the 
suggestion, and wrote the truly remarkable words for the time: ‘I 
quite anticipate the production of a self-sustaining gasholder in the 
future.” The fulfillment of this prophecy at Northwich and Haslingden 
by two different methods of gasholder guiding not then thought of, is 
one of the most interesting developments of modern gas engineering. 
It is unnecessary to do more than mention the work of Mr. George 
Livesey in this connection ; but his remarks on the original suggestion 
are instructive, in view of accomplished facts. He said: ‘‘If some 
practicable means could be devised whereby all the bottom rollers might 
be made to rise or fall equally, and none of them could either rise above 
or fall below the others, the holder would then, to all intents and pur- 
poses, have a solid foundation, and no columns or guide framing of 
any kind would be necessary.” Mr. Harry E. Jones and Mr. F. D. 
Marshall must also be included among the few who realized the specu- 
lative valueof the idea expounded in the Journal article ; while nobody 
could say that he was satisfied with the only suggestion then offered for 
embodying the principle. Time passed; Mr. W. H. Y. Webber's paper 
was read and discussed at the Glasgow meeting (1887) of the Gas Insti- 
tute; and still the idea remained ‘in the clouds,” although an increas- 
ing number of engineers came to think there was ‘* something in it.” 
Months afterwards, the idea showed signs of bearing fruit. Mr. W. 
Gadd was first in the field with a printed device for maintaining the 
verticality of holders without lofty guide framing; Mr. Pease perfected 
a different means of attaining the same end; and the list of inventors 
who sought to solve the practical problem in various ways includes at 
least half a dozen other names, and might probably be largely extended. 
All this simmering effort, be it understood, followed the publication in 
these columns of a thoroughly unpractical ‘‘ notion,” which the original 
promulgator has never attempted to convert into an actual fact. In 
all probability the coming summer will witnesss a noteworthy expan- 
sion of the trade in gasholders without external guide framing. Which 
will be the favorite system to be followed in this and foreign countries, 
is not for us to anticipate. Whether the known devices will be supple- 
mented or superseded by others, is another question that must be left to 
the future to answer. At any rate, an economy of about 30 per cent. 
in the cost of a holder is something that no conscientious gas manager, 
duly solicitous for the rightful application of his employers’ capital, can 
affect to ignore. The revolution in gasholder design bas been effected ; 
and those engineers and contractors who are specially interested in the 
new departure will have plenty of work from this time forward. The 
men who have made the new principle workable in despite of all the 
opposing forces of ignorance, apathy and prejudice, deserve all the 
reward they will get. 

In concluding this short notice of the origin and present position of 
the most striking reform in gas engineering practice that has been 
brought to pass since the existing type of gasholders was adopted, we 
repeat that our main object has been the encouragement of the expres- 
sion of ideas by those who entertain them, irrespective of their apparent 
value, in a practical sense, at the time. It is not necessary to define the 
limits that separate from mere dreams those suggestions which have 
possibilities of usefulness. The line need not be drawn too closely, for 
the dreams of some men are worth more than the waking sense of 
Others, Ideas relating tg industrial developments are yot ynore fre- 





quently of the nature of dreams than many of the political projects that 
fill the daily newspapers ; and it is hard to see why an engineer as well 
as a politician should not be allowed his occasional flight of fancy. 








Professor Wolcott Gibbs on Illuminating Gas. 
attain 

Professor Wolcott Gibbs some evenings ago delivered a lecture on illu- 
minating gas before the Business Men’s Association, of Newport. R. 1. 
There was a large attendance of members and inv'ted guests, among the 
latter being Professor Munroe, Major Livermore, Dr. C. A. Brackett, A. 
B. Almon, Colonel E. M. Neill, John Whipple, A. B. Emmons, E. P. 
Allan, W. E. Dennis, C. E. Hammett, Jr., J. G. Topham, Dr. H. R. 
Storer, Rev. Mahlon Van Horne, James 8. Bryer, Rev. Warren Ran- 
dolph, W. A. Barber, G. P. Taylor and Captain H. B. Ryder. Mr. L. 
D. Davis, First Vice-President, was in the chair. The lecturer intro- 
duced his subject by giving the following figures showing the analyses 
of the average coal and water gas in use in Massachusetts : 


Coal Gas. Water Gas. 
 ickvdavessae Ser re 21 
 ciliibecnev apes errr er 32 
Carbonic oxide............ Dei gsnat 5 ani < 27 
SONNE So i..6w'0a wa winx See ee eee 15 
PEEB «0 os cciccceesses Seat icaciassecs 5 

100 100 


And then went on to say that marsh gas is a colorless, odorless and 
tasteless gas ; not poisonous, but capable of producing death by suffoca- 
tion. Hydrogen is also a gas, tasteless, odorless and colorless ; not poi- 
sonous, but producing death by suffocation. It prevents the blood from 
being oxidulated. Carbonic oxide is a colorless gas, nearly or quite 
odorless, but is deadly poisonous. The illuminants are sometimes 2, 3, 
or 4in number, and are very important in the manufacture of either 
gas, as without them the commercial qualities of the gases would be of 
little consequence. The impurities are composed partly of carbon diox- 
ide or carbonic acid. They are of no great consequence, but are neces- 
sarily present from the nature of the materials used in the making of 
gas. Marsh gas, hydrogen and carbonic oxides burn with a very pale 
light, which makes them of little value in commercial use in the compo- 
sition of illuminating gases. It therefore becomes necessary to have 
something to afford illuminating qualities. In some of the larger man- 
ufactories of gas, oil is used to give a larger proportion of illuminating 
power. Passing hurriedly over the manufacture of coal gas, the speak- 
er said that the manufacturing of water gas is one of the most beautiful 
processes in manufacturing chemistry, its simplicity exciting the admir- 
ation of experts. Coal or coke is heated to a high degree of temperature 
by means of air blasts and then a jet of steam is forced over the heated 
substances and decomposes into hydrogen and carbonic oxide, the gas 
being collected and cleaned. Pure or simple water gas is composed al- 
most entirely of hydrogen and carbonic oxide, but this is of little value 
as an illuminant. The lighting qualities are imparted to it by the intro- 
duction of petroleum or naphtha. The process is simple ; the plant oc- 
cupies but a small space and requires little scrubbing or cleaning. It 
must be very cheap. But there are no side products as in the manufac- 
ture of coal gas. In the latter the coke, ammonia water and coal tar 
are of a considerable commercial value. The coke is used for heating 
purposes ; from the ammonia water nearly all the ammonia used in the 
arts is obtained, and from the coal tar the hundred or more aniline dyes 
are produced. In taking into consideration the cost, the value of these 
side products is of much importance, yet the speaker thought that the 
fact that so many gas companies are using water gas shows conclusively 
that the manufacture of that gas would be much less expensive than 
that of coal gas. 

Professor Gibbs devoted a large portion of the lecture to the consider- 
ation of carbonic oxide. This is usually admitted to be one of the most, 
if not the most, poisonous of gases. It is directly poisonous, acting 
upon the blood corpuscles, displacing the oxygen and taking its place, 
and thus paralyzing the corpuscles. He then read Sir Humphrey 
Davy'’s experiment of the effects of carbonic oxide upon himself, 
and those of Messrs. Nichols and Sedgwick, of Massachusetts, and of 
German and French chemists, which had been to determine the amount 
of the gas necessary to produce death. These experiments have shown 
that the presence of one-half of one per cent. of carbonic oxide is ex- 
ceedingly dangerous, and will almost inevitably produce death. The 
experiments of Messrs. Sedgwick and Nichols were also directed to de- 
termine what per cent. of air will be displaced by a gas in a commonly 
ventilated room, where it is not absolutely air-tight. It was found that 
the air of such a rogm will contain 34 per cent, of gas, Taking hig 





iti REAR A AD AE 0 nm 50 CY 








LAA a SAN a ROR Na A? 





April 7, 1890. 


American Gas Light Fournal. 





487 








table mentioned in the beginning, Mr. Gibbs showed that in the case of 
coal gas, which contains only 6 per cent. of carbonic oxide, the 34 per 
cent. of this amount (.21 of one per cent.) is far below the danger limit ; 
while in the case of water gas, 34 per cent. of its proportion of carbonic 
oxide (27 per cent.) leaves a presence of .95, or nearly one per cent. of 
the poisonous gas, which is far above the danger Jimit. 

The return petition before the Legislature for a law governing the 
amount of carbonic oxide in illuminating gas was for the purpose of 
keeping the proportion of obnoxious gas below the danger limit—10 per 
cent. In an analysis of the gas in use in Newport a few weeks ago the 
proportion of carbonic oxide was found to be 9{ per cent., which is 
les; than the required limit ; the local company using a mixture of coal 
and water gas, which reduces the proportion of carbonic oxide. Mr. 
Gibbs said that coal gas and water gas in use as illuminants are both de- 
tectable by the odor, which is produced by the illuminants and impuri- 
ties. The danger of the gas is from its escaping from the fixtures, which 
are not always tight, from carelessness in turning off the light and leav- 
ing the gas to escape, in the dropping out of the stoppers, and from the 
breaking of mains in the streets. The last is the most dangerous of all, 
as it has been found that in the passage of the water gas through the 
earth the gas is purified and loses its odor, so that it may come into our 
cellars and its presence be undetected until it affects our health. The 
dangers from the leaks of the common water gas are more pronounced 
than from coal gas, because of the presence of a greater proportion of 
carbonic oxide. There is no difference in the explosiveness of the two 
gases—that is, one will not explode more quickly than the other; but 
the water gas is more violently explosive than the coal gas, from the 
fact that the former contains more illuminants than the latter, and this 
causes the greater violence of the explosion. It is claimed that coal gas 
exhausts air much more quickly than does water gas. The products of 
combustion are the same in both, and about as much oxygen is required 
by one as by the other, and the difference in this respect is not worth 
noticing. In conclusion, Mr. Gibbs said that the State fixes the danger 
limit in kerosene and illuminating oils, and that it could take the same 
action in regard to gas. 

At the conclusion of Professor Gibbs lecture Mayor Coggeshall spoke 
briefly in defense of the Newport Gas Company, saying that it did not 
desire to provide a dangerous gas for its consumers. He spoke of the 
advantage of public discussion. He was in favor of water gas, which 
he believed to be the coming illuminant. 





ITEMS OF INTEREST FROM VARIOUS LOCALITIES. 
—_— 

Mr. Wm. JOHNSON, for many years a collector in the employ of the 

Fuiton-Municipal Gas Company, of Brooklyn, N. Y., is dead. He was 

a faithful man, and much esteemed by his employers. 


THE following action of Mayor Barker, of Providence, R. I., in respect 
to the proposed chartering by the Legislature of that State of the Wake 
field Manufacturing Company, goes to show that the local authority is 
alive to the slight which would be put upon them in the event of the 
passage of the measure. The documents explain themselves : 

City OF PROVIDENCE, EXECUTIVE DEPARTMENT, ? 
City HALL, March 27, 1890. 

Gentlemen of the Board of Aldermen: I have convened you to-day 
in order to present a message in relation to a proposed act of incorpora- 
tion of the Wakefield Manufacturing Company now pending before the 
General Assembly of the State of Rhode Island.—Henry R. Barker, 
Mayor. 


CITY OF PROVIDENCE, EXECUTIVE DEPARTMENT, 
City HALL, March 27, 1890. 


Gentlemen of the City Council: An act of incorporation has recently 
been presented in the General Assembly by which it is proposed to give 
to the Wakefield Manufacturing Company authority to produce, make, 
generate, sell, use and supply gas in the city of Providence for lighting, 
heating, mechanical and other purposes, etc. Section 4 of said act pro- 
vides that ‘‘said corporation upon filing its bond in said cities of Provi- 
dence and Pawtucket, in the sum of $25,000, with the Treasurer of said 
city or cities to secure the putting of the streets of said city or cities, 
wherein it may choose from time to time to exercise the powers to it 
granted by this act, in as gcod order as said streets and highways were 
in at the places wherever said corporation may do work at the time of 
commencing work thereon, may open the ground in any part of said 
streets or highways for the purpose of laying, putting in and down and 
repairing pipes and other appliances for the use and the conducting of 
gas, and for any other purpose necessary or incidental to or convenient 


the provisions contained in this section that this Company, if the act is 
passed, will obtain the right to use any of the streets in which it may de- 
termine to lay and use its pipes without any control thereof being had 
by the City Council, either as to the streets used or the manner, of their 
use. Deeming that such broad and extensive grants should not be con 
ferred upon any corporation proposing to do business in this city without 
making it subject to such proper restrictions and limitations as the City 
Council may impose, I have brought the matter to your attention in 
order that you may take such action thereon as may by you seem best. 
—Henry R. Barker, Mayor. 


THE following is extracted from the annual report of the Halifax (N 
S.) Gas Light Company : The net income for the year was $24,092.52, 
and the total expenditure on all heads was $72,721.41. The following ts 


a recapitulation of the balance sheet to Jan. 31, 1890: 
aks Sas BS MEN ENG eee oS weanayees $400,000.00 
Amount due by Company to wear and tear and con- 

I ont, can odae di Nae eaadenwsweee 
DEVS, OND AGT OB. .. . own ccc ceececsccves 


196,426.00 
12,000.00 


PYGEE AiG 1ORG BOCOUMNE ss. oie cc cccwsccscsess 15,493.00 

eee te ar tected a ale wigimere nasi e o:eheeb wees $623,919.00 
Gas works, etc., meters, materials, coals, electric 

light station and materials..... ................ 590,754.00 


Cash on hand and due Company.............6.555 39, 165.00 


Nie irs wracktadiaate int natwiniiM denn antes $629,919.00 
Profit and Loss. 


Dividend, paid Bept., 1G00........6 ceccccecccccecee 
- payamie Appts, 1500... . 0... ccc cscawees 


12,000.00 
12,000.00 


Balance carried forward ............ 0.00 c ee eee eee 15,493.26 
NU crag Eidlalers (atase ene lai e Raisers aS ee $39, 493.26 


From a local source we learn the following respecting the situation at 
St. Louis in the matter of the proposed 90 cent gas rate: ‘‘ Interesting 
developments are expected after the 90 cent gas rate bill goes into effect. 
at noon of to-morrow—March 29. The bill, as probably your readers 
are aware, makes it a misdemeanor for any Gas Company in the city to 
sell gas at more than 90 cents per 1,000 cubic feet ; and as the Laclede 
Gas Light Company, through President McMillin and Vice-President 
Thompson, has announced its intention to maintain the present rate ($1.25), 
it is probable that Mr. MeMillin, as President of the Company, will bear- 
rested on charge of violating a city ordinance ; and if this is done, St. Louis 
will likely be the center of some interesting lawsuits. When Mr. MeMillin 
was interviewed by a local reporter (on March 27), that gentleman 
said the Laclede Company had not yet fully decided what action it 
would take to prevent the enforcement of the new law, but he said that 
one thing was positive, which is that the Company would not make the 
reduction called for in the ordinance. He did not think the Company 
would decide to take action in the matter immediately after the bill be- 
comes a law, as there was no hurry. The Company will not collect from 
consumers for about a month, and the time for the collection of the 
rates after the 90 cent gas bill is in force will be time for action. What 
the Company would do would be the result of mature deliberation. It 
is probable that the citizens who object to the payment of the present gas 
rate will be the first to declare war, although the fact that one of the of- 
ficers of the Company may be arrested on the charge of committing a 
misdemeanor under a city ordinance may induce the Company to bring 
matters to an immediate crisis, and not wait for the action of the city or 
the citizens. Regarding the reduced gas rate bill, Mayor Noonan said : 
‘The fact that I did not favor the provisions of the bill and vetoed it 
when sent to me by the Assembly will not deter me from doing my 
duty, which is to see that city ordinances are enforced. I do not know. 
what my first step will be, as Ido not know what turn circumstances 
may take, but I will instruct Counselor Bell to look after any cases arising 
in the courts out of the matter, and I may send instructions to the po- 
lice. The reduced gas rate bill becomes a law on the 29th, and it is my 
duty to see that the law is observed. I will not stand passively by be- 
cause in my opinion the bill was not equitable, but will see that every 
step is taken to insure its observance.’ City Counselor Bell said: ‘ As 
City Counselor of St. Louis it is my duty to attend to all litigation aris- 
ing from the non-observance of the city ordinances, and when the re- 
duced gas rate bill becomes a law it will be my duty to insist upon its ob- 
servance as energetically as any other. What steps I may take will be 
decided by the instructions I receive from Mayor Noonan, and the turn 
of affairs after the bill becomes a law. However, I do not expect to 





for the exercise of the powers granted by this act.” It will be seen by 


lake the first steps in the matter, The Laclede Gas Company will 
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doubtless take out a writ of injunction to prevent the enforcement of the 
city ordinance relating to the reduction of the gas rate to consumers, 
pending litigation to have the ordinance declared illegal and invalid. 
This I conceive will be the only step that will prevent a more unpleasant 
and summary course of proceedings on the part of the city. If the 
Company does not take out an injunction, but, nevertheless, persists in 
charging the present rate, even after the new law has gone into effect, 
one of the officers may be arrested on a charge of misdemeanor, and the 
litigation commenced in this wise. As soon as the reduced gas rate be- 
comes a law it will be enforced.’ ” 


THE proprietors of the Stoughton (Mass.) Gas Company have an- 
nounced a reduction in gas rates, from $6 to $4.95 per 1,000. The Com- 
pany manufactures a ‘‘ high candle power pure oil gas.” 


In the Manufactures Committee, Massachusetts Legislature, many 
matters of general interest to the fraternity have either been considered 
or are under consideration during the present session of the Legislature. 


THE Committee on Finance, Milwaukee (Wis.) Council has wisely 
adopted a resolution ‘‘ indefinitely postponing” consideration of the reso 
lution appropriating a certain sum for the purchase by the city of an 
**experimental electric lighting plant.” 

AT the annual meeting of the Middletown (Conn.) Gas Light Com- 
pany the following officers were re-elected: President, A. B. Calef; 
Secretary and Treasurer, F. E. Camp; Superintendent, J. H. Jones. 


THERE is every indication that at the annual meeting of the share- 
holders in the Montreal (Can.) Gas Company a proposition will be in 
dorsed that will increase the capital stock in the sum of $500,000. The 
sum thus raised is to be devoted to paying for plant betterment and ex- 
tensions. 


THE Select Council of Philadelphia has negatived the proposition to 
raise $250,000, the said sum to have been expended in the installation of 
a municipal electric lighting plant. 


WE understand that Chas. P. McGuire and associates have signed 
their names to an acceptance of the fuel gas charter recently passed for 
them by the authorities of St. Joseph. Under its conditions McGuire & 
Co. were allowed 25 days in which to accept the franchise, and an ad 
ditional 60 days in which to file the bond of $20,000 as a guarantee that 
the work be undertaken under the stipulations imposed. 


Messrs. R. D. Woop & Co., of Philadelphia, will build the new gas- 
holder for the Citizens Gas Company, of Newark, N. J. We understand 
that its capacity is to be 400,000 cubic feet. 


THE new plant of the Duluth (Minn.) Gas and Water Company, at 
Rice’s Point, is completed. 


WE obtain the following from a Newark correspondent: ‘Mr. 
Dusenbury, Secretary of the Newark (N. J.) Gas Company, when ap- 
pealed to for information concerning the rumors that Mr. Vanderpool’s 
present trip to Europe was to make arrangements for the sale of the 
Newark Company’s plant to an English syndicate, said: ‘ It is not true 
that our Company contemplates selling out to a syndicate, nor are mak- 
ing any negotiations for that purpose. Some little time ago we were 
approached by a representative of an English syndicate with a question 
whether we would name a price for our concern. The reply was given 
that the concern was not for sale, and that no price would be named. 
Since that time the negotiations, if they could be called such, were en- 
tirely broken off. The visit of Mr. Vanderpool, our President, to Europe 
has nothing to do with this business. Mr. Vanderpool goes to Europe 
simply because this is a time when he can go conveniently. The objects 
of the trip are two-fold. One is that he goes for recreation, as he is a 





very hard working man; the other object is toinform himself in regard | 


to all the new processes and discoveries in the manufacture of gas, and 


for the exhibition of stoves, burners and gas apparatus of all descrip- 


tions.’ President A. A. Smalley, of the Citizens Gas Company, whose | 


interests are, to say the least, in no wise inimical to those of the old 
Company—also said: ‘No negotiations for the sale of the Citizens Gas 
Light Company have ever been made or proposed. No offers to sell 
have been made by us nor have any propositions for purchase been re- 


ceived, The Directors have no power to sell or to agree to sel] without wall 5 times, and Ottawa 19 times. 





the consent of the stockholders. No proposition has been made or ad- 
vanced in any form for a consolidation of the Citizens with the Newark 


|Gas Company. Neither Mr. Vanderpool, Mr. Murphy, nor anyone else 


at home or abroad, is authorized to represent the Citizens Company in 
any relation whatever.’” 


GENERAL HICKENLOOPER says that there is not a word of truth in the 
recent statements circulated in Cincinnati to the effect that the Cincin- 
nati Gas Light and Coke Company is interested in the fortunes of the 
local branch of the Thomson-Houston Electric Light Company. 


THE following is the full text of the bill now before the Rhode Island 
Legislature, to charter the Wakefield Manufacturing Company, which 
seeks to supply and sell gas in the cities of Providence and Pawtucket : 

Section 1. Charles H. Henshaw, J. Edward Addicks, Samuel Little, 
Michael M. Cunniff, Spencer Borden and their associates and successors 
and assigns are hereby created a corporation by the name of the Wake- 
field Manufacturing Company, for the producing, making, generating, 
selling, using and supplying gas in the cities of Providence and Paw 
tucket for lighting, heating, mechanical and other purposes, and also 
for the purpose of manufacturing, using and dealing in all machinery, 
lamps, pipes, apparatus and appliances pertaining to the use of gas, and 
also with power to purchase, own, hold and dispose of shares of the 
capital stock of corporations in this State and other States, and bonds 
and other securities of such corporations, provided, however, that noth 
ing in this act contained shall be so construed as to authorize said 
Wakefield Manufacturing Company to carry on a banking or stock 
brokerage business, and for the purpose of transacting any other busi- 
ness connected with the purposes and powers herein authorized, with 
all the powers and privileges and subject to all the duties and liabilities 
set forth in chapters 152 and 155 of the Public Statutes, and in the 
statutes and amendments thereof and in addition thereto. 

Sec. 2. Section 2 of said act shall be amended so as to read as follows : 

Sec. 3. The capital stock of said corporation shall not exceed 
$5,000,000, to be paid in amounts from time to time, and divided into 
such number of shares, the par value of such shares to be fixed and 
the transfer of such shares to be made in such manner as the corpora 
tion may, by vote of its by-laws, determine. 

Sec. 4. Said corporation, upon filing its bond in said city of Provi 
dence or Pawtucket in the sum of $25,000 with the treasurer of said 
city or cities, to secure the putting of the streets and highways in said 
city or cities wherein it may choose from time to time to exercise the 
powers to it granted by this act in as good order and condition as said 
streets and highways were in at the places wherever said corporation 
may do work at the time of commencing work thereon, may open the 
ground in any part of said streets or highways for the purpose of laying, 
putting in and down and repairing pipes and other appliances for the 
use and the conducting of gas, and for any other purposes necessary or 
incidental to or convenient for the exercise of the powers granted by 
this act. 

Sec. 5. Said corporation shall have an office or place of business in 
the city of Providence, and there shall be an annual meeting of the 
stockholders in the city of Providence at such times as the by-laws shall 
prescribe for the choice of officers, and for such other business as may 
come before them, and this act shall take effect from and after its pas- 
sage. 

AT a meeting of the stockholders of the Terre Haute (Ind.) Fuel Gas 
Company the following Directors were elected: Messrs. R. S. Tennant, 
J. R. Kendall, C. M. Warren, H. P. Townley, W. Kidder, A. Z. Foster 
and Capt. 1. B. Archer. The proprietors assert that their preliminary 
tests with the plant have answered all expectations. 


THE Caloric Light and Fuel Company, to do a general lighting and 
heating business, has been chartered in Chicago, by Messrs. M. Gold- 


ismith, H. G. Coffee and J. L. Kerr. It is capitalized in $150,000. 


ACCORDING to the Flint (Mich.) Journal, Bay City (Mich.) has heen 


‘ | doing its own electric lighting at an annual cost of $90 per year per arc, 
to see all the new appliances for the use of gas, such as stoves, burners. | : ms - corde aah 
ete. This last is especially in view of the fact that we: j a new | ee . . . 

' ' : the fact that we are putting a new | ¢¢0 per lamp the city proposes to retire from the field. 
show room in the rear of our office building, which is especially designed | 


but now that a private corporation has offered to perform the work at 


THE total revenue collected during the year for the inspection of 
gas meters in Canada was $7,922, as compsred with $6,946 col- 
lected in the previous year. The total expenses of the department of 
inspection were $18,538 as against $20,894 for the previous year ; 104 
tests of Toronto gas were made, and on no occasion did it appear to be 
below the standard. Belleville gas was once below the standard, Corn 
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AT a meeting of the Rhode Island Senate Committee on Corporations 
(held Friday, March 27), a public hearing was had on an act in amend- 
ment of an act entitled *‘An act to incorporate the Columbia Land 
Company,” in which Chas. A. Henshaw, J. Edward Addicks, Samuel 
Little, Michael M. Cunniff, Spencer Borden and their associates petition 
to be incorporated under the name of the Wakefield Manufacturing 
Company for producing gas in the cities of Providence and Pawtucket. 
The Senate chamber was crowded in every part with prominent citizens 
from all paris of the State. Senator Wilbour took the chair and called 
upon those in favor of the act. Mr. 8. A. Cook, Jr., said they started 
with the assumption that an act whose purpose it is to introduce a new 
industry into the State for fair and honorable competition wili be looked 
upon favorably by the committee. The course of legislation in the past 
would warrant that assumption. They could not understand the reason 
of the opposition to capital coming into the city, increasing the taxation 
value and giving additional employment, especially at a time when 
there was an outcry against money going out of the State. The course 
of legislation of the State had been to grant any fair business enterprise 
the right to enter the field. If this act is refused, it will, perhaps, be the 
only instance where a competitor asking for incorporation has been so 
treated. He argued that the Company could only succeed by offering 
a better product at a greater price, or the same product at a lower price. 
The granting of acharter forces no one to take the product. He considered 
it was the duty of the remonstrants in the first place to show why the 
charter should not be granted. Senator Wilbour said it was the custom 
to hear the friends first. Mr. J. E. Addicks protested to being consid- 
ered a foreigner. Asa Baptist he felt he had some part and lot in the 
State of Roger Williams, and as a citizen of Delaware, he ought to have 
some regard from the other little State. 
and had been a merchant all his life. 
gas business that he found it disreputable to enter the gas business. He 
had been in it six or seven years. Asa result of his appearance before 
the Legislature, in Newport last year the price had been reduced and 
water gas introduced. He desired to come right in with his associates 
and enter into fair competition. There was enough business in the city 
for two companies. His standing as a man was open for investigation, 
aud newspaper talk did not affect him. He had tried to interest 
Providence gentlemen in the movement, but the power of the old 
corporation was so great that no one seemed to have courage. There 
was money enough behind the Company to carry on the business. 
City Solicitor Van Slyck said the city through its officers desires to con- 
trol the municipality and not give up the rights of its streets to any cor- 
poration however respectable. Here was a bill unparalleled in the his- 
tory of legislation in the State. It would permit the corporation to do 
anything it liked, and the injury to Westminster street would cost more 
than the $25,000. It was a street so laid down that a strip could not be 
taken up and put back in the same condition. and this was to be done by 
a corporation over which the city was to have no control. The State 
never had enacted such legislation. He was not here to oppose the 
granting of the charter, but to ask that it be fixed as it always is, giving 
the Constitutional authorities control. If the committee permits this 
bill, it should stand upon the consent of the City Council. ‘The old bill 
was subject to the Board of Aldermen, but the Common Council had 
grown sufficiently to warrant it in taking control of its highways. Mr. 
William A. Roelker appeared on behalf of the Providence Gas Compa- 
ny. The first that was heard of Mr. Addicks in Rhode Island was at the 
last May session in Newport, when he petitioned for an Act which is the 
same as the one presented to-day, with the exception that the most ob 
jectionable features were omitted. The Act which they asked for at 
Newport had a section providing that they should use the streets subject 
to the Board of Aldermen. That was now stricken out, and a bond sub- 
stituted. Another difference was the power to purchase stock of other 
corporations. No such clause was to be found in any other Acts incor- 
porating similar companies. Itmust have been put there for a purpose. 
He rehearsed the methods by which the bill had reached the present 
stage, and questioned the parliamentary correctness and fairness. It 
seemed to him that when a bill came with such extraordinary provisions 
and passed in such an extraordinary manner, there was something sus- 
picious about it, and should have most careful consideration. The Com- 
pany he represented had served the community well, at fair prices. 
There were nearly 1,000 shareholders in the Company, and all but 100 
live in Rhode Island ; and the stock was equally divided between men 
and women. They are our own people, and have a right to ask for fair 
treatment, and that vou will not put a club into the hand of a corpora- 
tion. Mr. Addicks was mistaken in supposing the price had been re- 
duced on account of his appearances at Newport. The result of that 
gentleman’s operations in Chicago wasa gas trust. The average price in 


He was a competitive gas man, 
It was not until he reached the 


Boston to day was $1.67, here it was $1.40 ; that is how he has benefited 
Boston. Referring to the Delaware letter, he said it was a case of a 
highwayman’s ‘‘stand and deliver.” It was plain on the face of it what 
Mr. Addicks wanted. He wanted a club put in his hand with which to 
strike the citizens down. Lieutenant-Governor Darling, of the Paw 

tucket Gas Company, said their stock was largely owned in that city 
and neighboring towns, and the passage of the Act would be great hard- 
ship tothem. Mr. 8. G. Stiness, Superintendent of the same Cow pany, 
said competition had always resulted in a combinatior sooner or later, 
and the cost of it would eventually have to come from the pocketsof the 
public. The Providence Gas Company has not increased its stock for 
many years, and the Pawtucket Gas Company had not increased its con- 
struction expenses until they gave the city electric light. The public was 
reaping the benefit from the small capital upon which dividends had to 
be paid. The policy which had been pursued in the past would be that 
of the future. They had reduced the price of gas from $3.50 to $1.53. 
Mr. L. M. Cook appeared as a citizen against the admittance of this cor- 
poration. The changing of the title of the Act would not have given 
any idea but what it was to be a little manufacturing company in Wake- 
field. If there was any agreement that there was need of a Counstitu- 
tional amendment, it was such Act as this. 
fore the House should be printed. If they could have had that rule in 
the House of Representatives, the Senate would not have been troubled 
with the matter. Mr. John F. Lonsdale protested against the bill ap- 
pearing before the Senate with the indorsement of the House. The 
sense of that body was not taken upon it, it being run through with a 
lot of other charters. 


Every measure brought be- 


A CONTROVERSY has arisen between the Jersey City Gas Company 
and the United Gas Improvement Company, relating to taxes on the 
former corporation. We have been informed that the latter Company 
in leasing the former agreed to assume all taxes on that corporation and 
pay them a clean dividend of 10 per cent. annually on the amount of 
stock of the Jersey City Company. 
to the State taxes, which the United Gas Improvement Company refuse 
to pay, and for which no doubt a suit will be instituted. 


The question in dispute is relative 


THE Woburn (Mass.) Gas Light Company has declared a semi-annual 
dividend of 4 per cent. 


Suit has been begun in the Supreme Court by Margaret Sullivan 
against the California Electric Light Company, of San Francisco, to 
enjoin it from uperating machinery on the premises on Jessie street, 
near Third. The plaintiff owns a house adjoining the works, and al 
leges that the machinery makes so much noise that it is impossible to 
carry on an ordinary conversation in her house ; also that the jarring 
of the machinery has shaken her house so as to cause the ‘plastering to 
fall from the walls and ceiling. She has therefore been unable to lease 
or rent the house, and rather than let it remain unoccupied has been 
compelled to live in it with her family and suffer these annoyances in 
question. In addition to the injunction $10,000 damages are asked for. 


GREENFIELD, Mass., March 29, 1890.—The voters will have another 
field day Monday afternoon, when they will close up the business of the 
annual town meeting. Were it not for the proposed wrestling match 
between the stockholders of the Electric Light and Gas Companies to see 
which Company can secure the contract to light the streets for five years, 
the session would be a tame affair. 
cluding one on the subject of buying a new almshouse nearer to where 


Some committees are to report, in 


the poor people live, but this scheme, like others that are not quite 
ripened, will be.quickly shelved on a motion to carry it over until the 
next annual meeting. Not so with the illuminating question. An at- 
tempt was made last week to have the selectmen assume the responsibil 

ity, but when the subject was opened up and the town fathers saw some 
of its bearings, they with one accord begged to be excused, preferring 
that their wise constituents should father the job. Asa result a dozen 
of the lawyers and business men have been bottling up their oratory 
for Monday’s contest. The gas people will urge that inasmuch as they 
pay about $450 in taxes against less than half that amouut as paid by 
the electric light concern, it is no more than fair that they should be 
given a wee bit of the public patronage. There are a great many who 
will strenuously oppose the making of a contract with any company for 
5 years, on the ground that many changes are likely wo be made during 
that time which will cheapen the lights, and of which the town should 
have the advantage. Of course, the farmers will generally come in to 
oppose the appropriation of any very liberal sum fer any kind of light, 








—Springfield Republican, 


















American Gas Light Journal. 





April 7, 1890. 













































































MONDAY, 


wuctations by tev. 


Se —SThe following qi 


t OO per share. Ag 


Consolidated......... 


(‘entral....... 
SCFID..000 
Pyuitable 
, Bonds 

larlem, Bonds 
Metropolitan, Bonds 
| 

Bonds 
Municipal, Bonds 
Northern. ..... eros 

Bonds 
Standard Gas 

Common Stoc! 

Preferred..... 

CC eee 
Richmond Co., 5. f 
- Bonds.. 

Gas Co’s of Brooklyt 
Brooklyn ceccee-coe 
Citizens ........ 

S. F. Bonds. 
Fulton Municipal 

Ki Bonds. 
Peoples ........ 


Bonds 5's 


Metropolitan pobase 
Nassau...... 
Ctfs 
Williamsburgh : 
as Bonds.. 


hut of Town Gas ¢ pani 
Loston United Gas ¢ 
Ist Series S.F. Trust 











2d 














Epitror—Jos. R 
Asst. Eprror ae 
ManaGer—C, E. 


sO All Communications wi 








A. M. CALLENDER & CO., 


PROPRIETORS 


oe 


. Thomas, C.E. 


J. Cunningbam. 


Sanderson. 


a 


‘ 
‘ 
_ 
| PUBLISHED ON EACH Monpay oF THE YEAR AT 
No. 42 Pine Street, New York. 
. - - 
x This is a recognized official organ of 
i 
t LIGHT, HEAT, STEAM, WATER SUPPLY, 
VENTILATION, SANITARY IMPROVEMENT, 
AND GENERAL SCIENCE 
—_——_— 
TERMS 
UBSCRIPTION—Three D ars per annum, in advance Single 
<_— 
NEW YORK AMERICAN NEWS Co., 39 and 41 Chambers Street 
PHILADELPHIA PRAT © Co., Corner Ninth and Arch Streets 
fermany B. WESTERMANN & CO f New York 


Gas Stocks. 


VW. Close. Hrohe and 


Dealer in das Stocks. 
16 Watt Sr., 


New Yore Ciry., 


= 


receive particular attention. 


bused on the par value of 


Capila Pal Bid Asked 


», 450, 001 100 963 9O7 
. i ve 


a 


500, 001 50 


220 000 


$.000,000 100 117 119 


000,000 113 115 
170,000 _ 
658,000 11S §=120 


500,000 100 109 112 
500.000 100 102 


750,000 


150,000 100 


5.000.000 100 - 45 
O00 000 100 S4 87 
0 112 - 
346 000 50 
~U,OUO4 
000.000 25 109 112 
200,000 20 63 


l 


I 


] 


320,000 1000 1l0uU 103 


,000,000 100 124 1426 


300, 000 10, 105 
£000,000 10 SU 82 
568,000 100 -_ 
44 O00 100 7 
000,000 100 46 
£000,000 25 120) 


700,000 1000 100 102 


1,000,000 50 1293 125 
1,000,000 108 112 
7,000,000 1000 43 934 | 
3.000.000 1000 71 72 





| 


Bay State Gas Co.- 








NE sadeecitsswsedneoss 5,000,000 50 234 25 

Income Bonds........ 2,000,000 1000 . 
| Buffalo Mutual, N. Y... 750,000 100 90 95 

Bonds... 200,000 1000 95 100 
Citizens, Newark......... 1,000,000 50 155 160 
‘* Bonds. 45,000 
Chicago Gas Trust...... 25,000,000 100 452x 454 
Chicago Gas Light & 

Coke Co. 

G’t’'d Gold Bonds 7.650.000 1000 Q4 933 
Equitable Gas & Fuel 

Co., Chicago, Bonds 2,000,000 1000 102 
People’s Gas and Coke 

Co., Chicago 

Ist Mortgage....... 2,100,000 1000 100 
2d - sbiknee 2,500,000 1000 96 100 
| Consumers Gas Light 

Co., Jersey City...... 2,000,000 100 15 25 

NE cut aeb kee : 600,000 1600 = 80 
Cincinnati G. & C. Co.. 6,000,000 100 201 203 
Consumers Toronto.... 1.000,000 50 190 200 
Central, S. F., Cal...... 80 90 
Capital, Sacramento, Cal 58 
Coasolidated, Balt....... 11,000,000 100 48} 484 

”» Bonds..... 6,400,000 107 1073 
Citizens Gas Lt. Co., 

Rochester, N. Y...... 500,000 — - 75 8690 

SR ewieessoesk 250,000 
Hartford, Conn...... ; 750,000 25 102 108 
PN IE inns ctinsonese 750,000 20 186 190 
Laclede Gas Light Co., 

St. Louis, Mo. 

Common Stock... 7,500,000 100 14 17 
Preferred * : 2.500.000 100 
ee 9,034,400 1000 824 83 
Louisville, Ky............ 2,570,000 50 125 130 
Little Falls N. Y........ 50,000 100 — 100 
Bonds 25,000 — 100 103 
Montreal, Canada....... 2,000,000 100 200 208 
Memphis (Tenn. ) Gas... 750,000 100 48 51 
” Bonds. 240,000 100 103 
New Haven. Conn....... 25 200 
Jo ee 35 354 
Peoples, Jersey City... 60 61 

- - Bonds.. _ 
Paterson, N. J............ 25 99 102 
Rochester, N. Y.......... 50 99 «100 
Syracuse, N. Y........... 500,000 25 
San Francisco Gas Co. 

San Francisco, Cal.... 10,000,000 100 553 55? 
Washington, D. C....... 2,000,600 20 200 208 
Wilmington, Del.. ...... 50 88 90 

. 
Advertisers Index. 
GAS ENGINEERS. Page 
jos. R. Thomas, New York City 4 
Wm. Henry White, New York City 507 
| Wm. Mooney, New York City C4 
William Gardner, Pittsburgh, Pa 04 
Fred. Bredel, N. Y. City 03 
GAS WORKS APPAKRATUS AND 
CONSTRUCTION. 
James R. Floyd & Sons, New York City 507 
Continental Iron Works. Greenpoint, L. I 507 
Deily & Fowler, Phila., Pa NT 
Kerr Murray Mfg. Co., Fort Wayne, Ind 195 
Stecey Mfg. Co., Cincinnati, Obio 507 
B uwtlett, Hayward & Co., Baltimore, Md 50 
Morris, Tasker & Co., Limited, Phila., Pa 05 
Davis & Farnum Mfg Co., Waltham. Mass 442 
R. D. Wood & Co.. Phila.. Pa 9065 
Bouton Foundry Co., Chicago, Ills 7 
Smith & Sayre Manufacturing Co., New York City man 
Fred. Bredel, N. Y. City 03 
| United Gas Improvement Co., Phila., Pa 497 
National Gas Light and Fue! Co., Chicago, Ills 494 
| Simpkin & Hillyer, Richmond, Va. 191 
GAS AND WATEK PIPES. 

Gloucester [ron Works, Phila., Pa ware MM 

Mellert Foundry and Machine Co., Reading, Pa. (John Fox, 

Selling Agent, N. Y.) 4 
Ohio Pipe Co., Columbus, Ohio 504 
M. J. Drummond, New York City 504 
R. D. Wood & Co., Phila., Pa 506 
Warren Foundry & Machine Oo., New York City............ 504 
Donaldson Iron Co., Emaus, Pa 504 


Dennis Long & Company, Louisville, Ky 





PROCESSES. 
National Gas Light and Fuel Co., Chicago, Ills. 
Bartlett, Hayward & Co., Baltimore, Md 
Wm. Henry White, N. Y. City 
United Gas Improvement Co., Phila., Pa 
rhe Fuel Gas and Light Improvement Co., N. Y. City 


INCLINED RETOR™S.,. 
Laclede Fire Brick Manuf’g Co., St, Lonis, Mo. 
GASHOLDER TANKS 
W.C. Whyte, New York City. at 
J. P. Whittier, Brooklyn, N. Y....... 
GASHOLDER, PAINT, 
The Government Waterproof Paint Co., Boston, Mass 
RETORTS AND FIREBRICK. 
J. H. Gautier & Co., Jersey City, N. J... 
B. Kreischer & Sons, New York City 
Adam Weber, New York City 
Laclede Fire Brick Manuf’g Co.. St. Louis, Mo 
Brooklyn Retort and Fire Brick Works, Brooklyn, N. Y 
Borgner & O’Brien, Phila., Pa... 
James Gardner, Jr., Pittsburgh, Pa..... 
Henry Maurer & Son, New York city 
Chicago Retort and Fire Brick Co., Chicago, Ills.. 
Bajtimore Retort and Fire Brick Co., Baltimore 
vakhbill Gas Retort and Fire Brick Co., St. Louis, Mo. 
soston Fire Brick Works, Boston, Mass 


SCRUBBERS AND CONDENSERS, 


G. Sbepard Page, New York City.... 
R. D. Wood & Co., Phila., Pa.. 


REGENERATIVE FURNACES. 
Bartleu, Hayward & Co., Baltimore, Md 
Fred. Bredel, New York City at 
Chicago Retort and Firebrick Co., Chicago, Ills 
Wm. Henry White, N. Y. City...... 
1. H. Gautier & Co., Jersey City, N. J... ...........-. 
GAS GOVERNORS, 

Connelly & Co., New York City 
Fred. Bredel, N. Y. City 
Friedrich Lux, London, England 

SELF-SEALING MOUTHPIECE DOORS, 
Smith & Sayre Mfg. Co., New York City. 


44 
nO 


407 
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409 
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TAR AND CARBONIC ACID EXTRACTOR, 


Geo, Shepard Page, N. Y. City 
CEMENTS. 
L. Gerould & Co., Brooklyn, N. Y 


GAS ENRICHERKS. 
Standard Oil Co., Cleveland, Obio..... 


GAS METERS. 
John J. Gnffin & Co., Phila,, Pa... 
American Meter Co., New York and Philadelphis 
The Goodwin Gas Stove and Meter Co., Philadelphia, Pa 
Helme & McIihbenny, Phila., Pa. 
D. McDonald & Co. Albany, N. Y 
Nathaniel] Tufts, Boston, Mass 
Maryland Meter and Manufacturing Co., Baltimore, Md 
Bell & Jones, Philadelphia, Pa 
Harris Bros. & Co, Philadelphia, Pa 


EXHAUSTERS. 
rhe P. H. & F. M. Roots Co., Connersville, Ind 
Smith & Sayre Manufacturing Co., New York City 
Wilbraham Bros., Philadelphia, Pa oa 
Convelly & Co., New York City................. 
GAS COALS. 
Penn Gas Coal Co., Phila., Pa ... 


| Perkins & Co., New York City 


yy | Newburgh Orrel Coal Co., Baltemore Md.. 


Despard Coal Co., Baltimore, Md. . 
Chesapeake and Ohio R, R. Coal Agency, N. Y. City 
Westmoreland Coal Company, Phila., Pa 
1. & W. Wood, New York City 
CANNEL COALS, 


Perkins & Co., New York City 


J. & W. Wood, New York City 

VALVES. 
Ludlow Valve Manufacturing Co., Troy, N. Y 
John McLean, New York City 
Chapman Valve Manufacturing Co., Boston, Mass 
R. D. Wood & Co., Phila., Pa...... : ‘ 
rhe P. H. & F. M. Roots Co., Connersville, Ind 


GAS ENGINES. 
Schleicher, Schumm & Oo.. Phila., Pa 
Clerk Gas Engine Co , Phila.. Pa. 
Van Duzen Gas Engine Co., Cincinnati, Ohio 

ENGINES AND BOILERS, 

Jarvis Engineering Co., Boston, Mass 
Ball Engine Co . Erie, Pa... ediicieedla 
Westinghouse Machine Co., Pittsburgh, Pa.. 


STEAM PUMPS, 
504 | Van Duzen & Tift, Cincinnati, Ohio 
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GAS LAMPS. 


‘POSITION WANTED. 


| A Mechanical Engineer, 


| 
| 


G. Shepard Page, New York City............... hak 448 
Welsbach Incandescent Gas Light Co., Phila., Pa. .. +. 48 
rhe Siemens-Lungren Company, Philadelphia, Pa coher aan 
Fiske, Coleman & Company, Boston, Mass... ca ad .. 502) 


i | 


PURIFIER SCREENS, 
John Cabot, New York City............ 
Bartlett, Hayward & Co., Baltimore. Md 


OO eeeentascedense WO 
eeeee .. 500 


GAS STOVES. 


American Meter Co., New York and Philadelphia......, 501 
The Goodwin Gas Stove and Meter Co., Phila. Pa...... .. 460 
George M. Clark & Company, Chicago, Ills 493 
D. McDonald & Co., Albany, N. Y. ; 51 

Maryland Meter and Manufacturing Co.. Baltimore. Md 440 
Bell & Jones, Philadelphia, Pa.... ‘ bi ..- 510 
Chicago Gas Stove Company, Chicavo, ‘lls is 492 


STREET LAMPS, 


j. G. Miner, Morrisania, New York City.................... 491 
Bartlett Street Lamp Man’fg Co., New York City acne ae 
BURNERS. 

Oe A . 508 
H. W. Rappleye, Philadelphia, Pa .......... 368 


STEAM BLOWER FOR BURNING BREESE, 


H. E. Parson, New York City..............sccecceee . 500 
PURIFYING MATERIAL. 
Connelly & Co., New York City...... “ee d oa ee 
Friedrich Lux, London, England. . 5 Sa 
Edgewater Lime Works, Edgewater, N. J................... 491 
COKE CRUSHER. 
C. M. Keller, Columbus, Ind...........ccccecsseeeee : Cea 
ELECTRICAL APPARATUS, 
Win. Henry White, N. Y. City.... : ees 507 
BOOKS, ETC, 
Gerould’s System Gas Bookkeeping. ... io .. 492 
1889. Directory. 1889.... eubua eawkee : .. 499 
EY PIN ile isin code verscsccwecs « aia wwikees Ma 
I IN io oe cccves aces ccvsese Saehbness ve <aannen 350 
Management of Small Gas Works : : 500 
Gas vs, Electricity .. banks TE ee 192 
Practical Electric Lighting.... ee <3 199 
Electric Light Primer......... ‘ ue ena 
American Gas Engineer and Superintendents’ Handbook 509 
Digest of Gas Law........... n : 492 
Fuel and its Applications ................... 491 
Newbigging’s Handbook .. ............... 503 





Position Wanted 
As Superintendent of Works. 


Either Coal or Water Gas. 
Address * B. W.,”’ 


774-4 Care this Journal. 





FOR SALE, 


The ftronwork for 11 Benches of 5°s, viz.: 
Cast tron Hydraulic Mains, 17 inch diameter, inside. 
Dip Pipes, Bridge Pipes, Stand Pipes. 
Mouthpieces and Lids. 

Four Purifiers, 10 by 16 ft., with 10-inch Connections and 
dry Center Seal. 
Four Purifiers, 544 by 10 ft.. with 6-inch Connections and 

Wet Center Seal. 

Valves, 6-inch, §-inch, and 10-inch. 
DAVIii MOORE, Treas. Salem Gas Lt. Co., 


770-tf Salem, Mass. 


GAS WORKS FOR SALE. 


A CONTROLLING INTEREST IN SEVERAL 


Interior California Coal Gas Plants, 


now paying handsomely, are offered on very reasonable terms 
This is an exceptionally good opportunity for practical gas men 
of limited means, wishing to remove to a mild and healthful 
climate, to acquire an established and paying business. Partic 
ulars given and full investigation solicited. 
SECRETARY, 123 Beale Street, 

San Francisco, Cal, 





760-3 mos. 


| Experienced in Gas Manufacture, wishes a position as Superin- 
| tendent of a Gas Works. Best of references given and asked 
| Salary, $1,200. 

“MECHANICAL ENGINEER,” care this Journal, 

| 765-tf or Box $72, West Bay City, Mich. 





|'Thirty Benches of 5’s, with Cast lron Hydraulic Main, 
5-inch Stand and Dip Pipes, Plugs, etc Also, 

| Stays and HRods for Forty Benches, with Door 
Frames and Doors, Mouthpieces, Lids, Cotter Bars, etc. 

Four Iron 4-Wheel Side-Drop Ketort House 
Coke Wagons. Four Good Coal Carts. 

Twelve Charging Scoops. Hoes, Rakes, and 
Viring Tools. 

One Set Round Purifiers, i ft. diameter, 12-in. Seal, 
with Wet Center Seal. 

Washers, Scrubbers, and 

One Mackenzie Exhauster, 12-in. openings, 500,000 
cu. ft. capacity. 
Will sell whole or in part, to suit purchaser. Address 

772-4 MUNICIPAL GAS CO.,, Albany, N. Y 


| For Sale, Cheap. 
| 





FOR SALE, 


The tronwork for Twelve Benches of 6's, vis.: 

Cast Iron Hydraulic Main. 

77-inch Dip-Pipes, Stand-Pipes, and Bridge- 
Pipes, complete. 

Floyd Mouthpieces and Self-Sealing Lids, 15x26 in 


Lids and Mouthpieces only in use over a year. Will be sold 
cheap. ISAAC C. BAXTER, 
772-tf Detroit (Mich.) Gas Lt. Co 





FOR SALE. 


A Complete Water Cas Plant. 
60,000 Cu, Ft. Daily Capacity. 


Fully equipped ; all the latest improvements; includes Gener- 


country, and set up at small cost. For further information ap- 





by others, ncluding Mr. F. P. Dewey, of the 


Smithsonian Inst , Wash., D. ©. 


7 PLATES, AND 607 OTHER ILLUSTRATIONS. ROYAL 
OCTAVO, PAGeEs xx, 8U2. HANDSOME CLOTH, $7.50. 


A. M. CALLENDER & CO., 42 Pime St., N. Y. 


Simpkin & Hillyer 


RICHMOND, VA. 


MANUFACTURERS OF 


aS WODKS Appar 


BENCH CASTINGS, CONDENSERS, 


Scrubbers, Purifiers, Dry Center Seals, 





FOUR-WAY VALVES, CAS VALVES, 
SULPHATE OF AMMONIA APPARATUS, 
TANKS, ENGINES, BOILERS, 
PUMPS, ETC., ETC. 

Plans, Specifications and Estimates furnished for new works, 


or alteration of old works. Correspondence solicited. Works, 





Newport News, Va. 





ator, Purifiers, and Holder. Can be removed to any part of the | 


ply to BRADFORD GAS LT. & HEATING CO., Dunkirk, N. Y 


Fuel and Its Applications, 


By E, J. MILLS, D.Se. F.R.S., and F. J. ROWAN, C.E., assisted | 


Bartlett Street Lamp Mfg. Co. 


MANUFACTURERS OF 


Globe Lamps, 


FOR 


Streets, Parks, Public 
Buildings, Railroad 
Stations, etc. 


LAMP POSTS 


A Specialty. 





Office and Salesroorm, 


40 & 42 COLLEGE PLACE, - - N. Y. CITY. 


Gas Companies and others intending to erect Lamps 


and Posts will do well to communicate with us. 











) 


The Miner Street Lamps, 
| Jacob G. Miner, 


|No. 823 Eagle Ave., New York, N. Y. 





VAN DUZEN’S 


STEAMJETPUMP 


| 
| 
For Water Supply Tanks. ‘ 

| For Fire Pump on Yard or Switch Engines. 

For Round House General Work. 

} For Draining Ponds, Pits, Coffer Dams. etc. 
10 Sizes. &7 to #75. Thousands in use. 
| 

| 

| 








Write for Descriptive Book to WAN DUZEN 
& TIFT, 106 E. Second St., CINCINNATI, ©. 





| 
| 
| 


EDGEWATER LIME WORKS 


Chas. F. McKenna, Proprietor. 


SHELL LIME. 


| Lime by the Cargo for Gas Purification. 
‘EDGEWATER, BERGEN CO., N. J. 


Write for Testimonials and Prices. 





THE NEW 


HANDY BINDER. 


This article may be described as elegant 







Tre New 
HaNoY 
Binder 


appearance, strong, durable, and possessing many special 
er 


it 
qualities of its own. It allows the opening of the pages 


fectly flat, whether one or several numbers are in the binder 
Any number can be taken out and replaced without disturbing 
he others. The papers are not mutilated for subsequent bind- 
ing in permanent form. The binder is supplied with gilt side 
title, and is an ornament tw any desk or reading table. The 
JOURNAL, filed in the Handy Binder, becomes a volume of great 
value. always convenient for instant reference. Handy Binder, 
Postage paid, $1.00. 


1. ML. CALLEN D 1 4 00,, 12 Pine St.) N. We 
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. D. HARMON, Pres. CHAS. C. ALLEN, Szc. anp TREas. P. W. MACKENZIE, Curer Enor. & Supt. 


THE FUEL GAS AND LIGHT IMPROVEMENT CO. 


OF AMERICA. 
Owner of the Mackenzie Patents of Dec. 31, 1889, 


For the United States, England, Russia, France, Germany, Austria, and Canada, 
No, 32 Park Place, New York City. 


This SYSTEM is an ABSOLUTELY NEW DEPARTURE IN THE MANUFACTURE OF FUEL AND ILLUMINATING GAS. 
The COST OF GAS IN THE HOLDER by our System is at least THIRTY PER CENT. LESS than that made by any other process of 
he day. The Gas contains neither SULPHUR nor other impurities, nor is there any resultant LAMPBLACK OR TAR RESIDUUM. 
; The Gas is manufactured WHOLLY from LIQUID HYDROCARBONS, such as Lima, Penn. Crude, and Fuel Oils, Naphtha, ete. 
{ Neither PERISHABLE PIPES nor other RETORTS, NOR THEIR EQUIVALENTS, are used. The Gas requires NO PURIFICATION. 
Neither COAL, COKE, nor any other HARD CARBONS enter into the manufacture or composition of the Gas, thereby requiring 
LESS LABOR THAN ANY OTHER METHOD. The APPARATUS is extremely SIMPLE, SUBSTANTIAL, and DURABLE. 
Works under our system can be CONTINUOUS or ALTERNATING If alternating, the Nitrogen present will be less than 44 per 
cent If continuous, the limited amount of Nitrogen present is neutralized by Carbon. 
One gallon of Lima oil by our process EQUALS ALL THE COAL required for making 1,000 feet of carbureted Water Gas. 





GAS vs. s, ELECTRIC LIGHT. 


We would invite attention to the able and exhaustive 
argument of General A. Hickenlooper, President of the 
Cincinnati Gas Light and Coke Company, contained in a 
handsome pamphiet of 9% pages, entitled 
* Ep1son’s INCANDESCENT ELECTRIC LIGHTS FOR STREET 

ILLUMINATION. REPORT OF AN ARGUMENT DELIV 
ERED BY A. HICKENLOOPER BEFORE THE COMMITTEE 
on LIGHT, MUNICIPAL COUNCIL, Ciry OF CINCINNATI, 
JULY 22, 1886." 


Tris is a subject of special interest to all Gas Light Cou - 


pauier. 
Prices. 
25 copies $7.50 100 copies. $22.50 
50 copies 12.50 250 copies 50.00 


A sample copy will be sent by mail on receipt of 50 cts 





A.M, CALLEVWDER. A ©O.. 42 Pine &t.. N.Y Crrv 





cxrnnouers GASHOLDER PAINT. 


“DIGEST OF GAS LAW.” tHE coveRNMENT WATERPROOF PAINT. 


35.00 Proof against Ammonia, and Absolutely Waierproof. Send for Prices and Particulars. 


THE GOVERNMENT WATEREROCY PAINT CO., 122 Milk Street, Boston, Mass. 


CHICAGO GAS STOVE CO. 


MANUFACTURERS OF ALL KINDS OF 


Gas COOKIN and Heating 


| APPLIANCES. 
117-119 Lake St., CHICAGO. 


Send for Catalogue. 





Price, 


This is a valuable and important work, a copy 
of which should be in the possession of every gas 
company in the country, whether large or small. 
As a book of reference it will be found invaluable. 
It is tha only work of the kind which has ever 
been published in this country, and is most com- 
plete. Handsomely bound. Orders may be sent to 


A. M. CALLENDER & CO., 


42 Pine Street, N. V. 


PATENTS. 


oe 


| FRANKLIN H. HOUGH ___ ) ssiataianeniaiaianeds 
i Solicitor of American & Foreign Patents. FRIEDRICH LUX GEROULD’S 
; 


9265 F. ST., WASHINGTON, D.C. 


aa GA aR Ludwigshafen am Rhein and London. System Gas Bookkeeping. 


Personal attention given to the preparauon and prosecution I i Mass Approved and adopted by many of the prom- 


of applications fc: Letters Patent. All business before the U.S. inent Gas Engineers of the Country. 


Patent Office attended to for moderate fees. NO Agemey in 
the United States possesses superior facilities: - GAS GO V ERNORS, Sample Sheets and Price-List furnished free on application to 


for obtaimming Patents, or for ascertaining the patent- 


bility of inventions. Copi f tents f sbed f 25 & 
eee Gas Balance. LP. GEROULD, - - Mendota, Ill. 
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Gordon Portico Lamp. 


The Gordon Portico 
Lamp. 


A successful Competitor 
of the Are Electrie Light for 
lighting Store Fronts, Show 
Windows, Depots, Railway 
Sheds, ete., ete. 


The Gordon Street 
Lamp. 


A Successful Competitor 
of the Are Electric Light for 
lighting Streets, etc., ete. 





The Lungren Lamp. 


A Successful Competitor 
of the Incandescent Electric 
Light for Interiors, etc. Is 
_especially applicable for the 
lighting of Offices, Stores 
Factories, Mills, Soow Win- 
dows, Libraries, and all sit- 
uations where an increased 
illumination is desired. 

More than 25,000 Lun- 
gren Lamps are now in use, 





Testimonials, references, or 








any desired information will 


‘e) Lungren Lamp b 


be cheerfully given. 


Gordon Street Lamp. 


THE SIEMENS-LUNGREN CO., N.E. Cor. 21st St. & Washington Ay., PHILADELPHIA. 








WELSBACH SYSTEM 
Incandescent Gas Lighting. 


OFFICE, DREXEL BUILDINC, PHILA., PA. 


At the Fall Session of the Board of Supervisors 
of Winnebago County, held at the County Court 
House, Oshkosh, Wis., Nov. 26, 1889, the report 
submitted by Mr. C. W. Cook. Chairman of the 
Committee on Public Buildings, recommending 
the use of the Welsbach Incandescent Gas 
Burner in the Buildings under their charge, 
was unanimously adopted, because of the ex- 
treme economy in the consumption of Gas and 
the superior character of the light obtained. 














Nos. 157 & 159 Superior Street, - - - 


EVERY CONCEIVABLE SIZE AND STYLE, 


Ranging in Prices from $1.50 to #30.00. 


All Flames are Regulated by a 


The JEW EI, 
Only Well-Made Gas Stove on 


Write for our 1890 Catalogue and see for yourself. 


JEWEL GAS STOVES 


MANUFACTURED BY 


GEORGE M. CLARK & COMPANY, 


Chicago, IIL. 





WE USE NO CAS COCKS. 


* 





Direct Needle Valve. 


IS THE 


the Market. 

































American Gas Light Journal. April 7, 1890. 


- NATIONAL 


GAS LIGHT AND FUEL CO., 
218 La Salle Street, Chicago. 


C. D. HAUK, Prest. & Gen’] Manager. A. W. GREEN, Vice-Prest. N. A. McCLARY, Sec. & Treas. E. E. MORRELL, Engr. 


GAS WORKS 


Built, Remodeled, Leased, and Purchased. 

















71 Springer Cupolas The total capacity of 
have been installed Springer Apparatus 
in the U. 8S. during now in use is over 
the past four years. 25,000,000 ft. daily. 





THE SPRINGER CUPOLA SYSTEM 


Has Proven Itself the most Economical and Satisfactory Method of Gas Manu- 
facture ever brought to the attention of the Gas Fraternity. 


CUARANTEED ESTIMATES of Cost of G.s Furnished on Application. 








GASHOLDER TANK CONSTRUCTION, ETC. 


Gas Companies and others about to erect Gasholders will find it i istite to consult 
W. C. Whyte, who for over 30 years has made a specialty of 








Tank ince pm Mason ‘Work. 


Fifty Tanks now in operation show the sort of work done, Address 


W.C. WHYTE, - No. 15 Cortlandt Street, N. Y. City. 
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Occupied Next Month by the 


Ninh MURRAY MFG. CO, 


FORT WAYNE, IND. 


“GAS WORKS 











LACLEDE FIRE BRICK MANUFACTURING COMPANY, 


de iy thy cin cp he ST. LOUIS, MO. 


| ue 


Exclusive Agents in the United States 





y= =f} 


FOR THI 


soe Cone System 
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Be -____ FOR MAKING COAL GAS. 





























It will Save from 50 to 
60 per ct. in Labor. 











ESTIMATES AND LYPUANS FURNISHED BY TEE 


LACLEDE FIRE BRICK MFG. CO.. ST. LOUIS, MO. 
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KIRKHAM, HULETT & CHANDLER, LIMITED 
































& 
PATENT “STAN DARD” WASHER-SCRUBBERS 
Erected and in course of construction at present date: 
Capacity. Capacity. Capacity. } upacity. 

Cubic feet per day. Cubic feet per day. Cubic feet per day. Cc ubie eet per da 

DIN, cciccon cédene s008 Be | CRs cndkn acne sacopeenceys 3,000,000 | LoOnDON—Continued. Ober Sehle BiaN ..-.  ..--..-. 1,500, 00 
EN EE re ee | ee . 100,000 | Ee SS ee 2,500,000 | Otto & Co.’s Coke Wonts .... 1,500,000 
Aldershot ............ -+ 20) EEE LRIOMEL ...ccicncons wakes ences s 500,000 PADOING 2.2225 cccce Zeces 1,500,000 | Plymouth ........... ....... 2,000, 00 
Allegheny, U.S. A. ...-.-1,000,000 | Denton. ................----. 500,000 Te Stites ake cede wommall 1,500,000 | Parramatta, N. S. W.... .... 100,000 
Ashton-under-Lyne.......-.- 1,250,000 | Derby, U.S.A.......-..... 350,000 ee eee BIO U ONS | PEOROIES 6505 oo ccce secccct cece 150, 00: 
YR Se ee 1,500,000 | Denver, ** ........-... 500,000 ee 3,000,000 | Providence, U.S.A....... 750, 00 
OS ere ere 1,500,000 ” ee iene 1,000 1.00  . -chusen.waeeen . ..3,000,000 |) een 750,000 
RE ee 200,000 | Dusselldorf.................. 750,000 Ps Kak skids ekcue come 300,000 
RIN Sins vciae iewebe cons 100,000 SP 1 Si dunask peebeees 500,000 | : WD ciaabied i ig wes wad oes cen 300, 00 
Animal Charcoal Co......... 900,000 | Dumffries ...... .............. 250,000' South Metropolitan Co:— oo ree 2,500, 00% 
Altoona, U.S.A... -..-...--... 350,000 | Dunedin, N.Z. ob senkens | eT Stl © as ueeisealy wake 2,500,000 
ae ORs). 250,000 | Darlington ................ ‘1, 250,000 Greenwich............ .. 3,000,000 | Pittsburgh, U.S.A. ...... 1,500,000 
“\radford a iishacnialo: mpiacntl soikaiee 1, 000,000 | Detroit, U.S.A............ 750,000 Woolwich............... 400,000| Portland, 66 sexe 560;000 
eee eS 1,500,000 Vauxhall................3,000,000| Pawtucket, “  ...... - 500,00 

“ te yA 1,250,000 i See Di Ra: re 250,00: 

on Sena EI Ma eee 300,000 Lea Bridge................ 300,000 | Hadcliffe...... ......-.cecce. 750,00 
“s ee aa ML Ee 7 I A 300,000} West Ham............ .... EE, so enn c seuss cwesnd cwtin 250,000 

“4 ance aneei anne tinncl a ee: 2,000,000 | Ramsgate...... ............. 1,000, 00/ 
ee ee sanecet ne | PRION ncncascccntscccuscs Bee es 5a 8S: ree 3.000000 | Reigate... s.... 52... neces ses 200,000 
EEE ATO RE eT Da aaa eS ES 3,000,000 | Richmond, U.S.A.... .... 250,000 
Baltimore, U.S.A. ..... .1,000,000| Farnworth .................. ED, ee due wnat 3,000,000 | Roxbury, OF Lec enedes 500,001 
eee 1,000,000 | Fenton ...................... 400,000) “ ............ ..........3,000,000 | Runcorn Soap Co. .... ....... 20,000 
nee 1,000,000 | Friedenshutte ............... 500,000 ly Tee ER eee - 2,000,000 | Rockhampton, N. 8. Ww. re ta 125,(00 
falmain, N.S.W........ eS Se ra ees 400,000 | Leominster.................- 150,000 | Richmond................... 1,500,000 
Bishops Stortford ........... 150,000 | Freiburg ................-.-- PY PEMD, on cviennedecees vce 56v,000 | Reading..............-.. .-- 2,000,000 
Blackpool...... eee ll 250,000 BPS Oe ee 600,000 | Reichenbach............ .... 200,000 
EE 1,250,000 | Glossop.. ..........-.-..-.-.. 300,000/ Liverpool............ ...-... 2,000,000 | Salford ..... ...... ...- eee. - 1,750,000 
“ epee ee NE TE ea aS See nn er 2,000,000 6 eee cone cvcopecces ces 1,750,000 
Oy ee iene saan 750,000 | Gloucester. ..............-.-- 1,250,000 -- See Cah REE OE RS Pe 2,000,000 TT) gessabenesekeaee * anes MeO 
nl eee Er: 300,000 , ee a 2,000,000 | Smethwick.................. 750,000 
BQMDGTY. ..ccce ---0 -cce-cusee SEOO00] Grafton, N.S.W............. 100,000 og a RARE -2,000,000 | Sydney, N. S. W............. 1,000,000 
PER. ose sc00 son «sae L EME ccenececas sscvseess 300,000 64 sepeteaiashi-avica sees ws'nsce ac sO whee e eee 1,000,00/ 
Birkenhead. .......... .... .. 2,500,000 Georgetown, af ¥ aor STRANDED cccnccceceas esos vsees 1,L00,v00 tt wee eee eee ee 2,500,000 
an win winwin dene 1,500,000 | Gluckauf.. istncvhsen + eT et ERR, ere 600,000 *f wwe ewee cence 50,000 
Bochum. ........-......---. 600,000 in cons wadaaowe é 600,000 | Lowell, U. S. A........... 1,000,000 St eae eee e ewes 50,000 
Burntisland.... ............ 250,000! Holywood. .... Mae: 125,000 | Louisville “2.20.2... 1,500,000 | Sunderland, .... .. . ++. «1,500,000 
SE eee eeeeeersen 70,000 | Long Esion................. 500,000|St. Josephs, U.S A ...... 250,000 
EN tal dccend cthsuouen ESTEE i> yes 900,000 | Spa......--.. .22--- eee eeeee 100,000) 
5 FET ..-- 300,000 | Harrogate..................- |, Cee 450,000 | Sevenoaks...............-... 300,000 
Burton-on-Trent. ...... ......1,500,000 | Halstead.................--- | A Se a eee 750,000 | St. Petersburg........-...... 2,000,000 
Barcelona.. ...... cmcdp ies aie 350,000 | Heilbronn. .................. . , rr a Sf weencese+coeses 1,500,000 
Barking -. IEE « “a, . 5 pee 250,000 | St. Louis, U.S.A.......... 2,000,000 
Bae rlien & Co.. ----- --- 20,000) Hastings. . oe ----2----- - 1,500,000 | Luckenwalde.......... ..... 330,000 eee eee ee 2,000,001) 
igaanenetewues 20,000 Huddersfield..--........22... 300,000 | Liegwitz.................... 300,000 ai s+ see ee 1,000,000 
his Diteon sendin a tka 400, 000 | Sevescceccccscss SNOT Emenee. E). M. A.........c. SUReOd EMO. ... 0000 .ccccssccess 1,000,000 
Butfalo, U.S.A., Mutual. 750,000! “ docccsecansssss ee oo... coos 500,000 | Silesian Coal Co..... ........ 600,000 
o Sr, 200,000 | Lynn Epa sees 300,000 | Sam Francisco, U.S.A... . 2,000,000 
Brookline, U.S.A. .... ---- 500,000| Hampton Wick. ...........-. 500,000 | Lyons.............. ..... ..1,500,060 uae 0u0, 00( 
I cniaceiabhinale keiee .... 350,000} Heckmondwicke. ..........-- 500,000 | Maidstone................... 1,000,000 | Sheepbridge Coal Co......... 40,000 
ES ae 1,250,000 | Haverfordwest .... .......... 100,000 Marseilles a es ee 1,500,000 | | Stettin tne ees cere ns ewwees nee 200,000 
Bournemouth. .......-... 1,000 ,000 | Halifax, N.S........-.. a 0) tl al atl ET a> 1,500,000 | PD iicais iiyins enaieicaasae 300,000 
Bridgeport, U.S.A....... 500,000} Hamm..................-...- 200,000 = ite laces teirtiaecark, ibaalaae GOO B0D | SRT 000 cc ence wace sees ee 500,00: 
Brunswick .......... hes "Slaten ta 400,000 | Malines.............. ....... 250, 000 | Tonbridge..........-.- e000. 150,000 
Beck & Co., St. Louis .. 100 000 | Heidelberg..........-...---- 300,000 Melbourne ET: 1,500,000 | Tipton ..........---... ...-.. 400,000 
Barmen Rittershausen .... 600,000 | Hartford, U.S.A.......--1,000,000; “ = ...... J... lll. 1,500,000 | BN S55 <a censeneeeace 1,000,000 
Bexhill ..... sasncnce MI: <<... sca: neude- 300,000 a ee ee Sd 1'500,000 | Toledo, U.S.A............. 750,000 
Brookly n, U. Ss. A sil midi a 1,000, 000 | Invernesi.. ... Se ad nn ae SE Ee 1,500, 000 | Toronto stteee ene eomeeeees 1,000,000 
..1,000,000 | Ilkley........-..-+..+2-+---- 200,000 ORR EES 1 500,000 | Uxbridge.................... 300 000 
ss Nassau. 1,000,000 | Ilford. ee i el See 100,000 | Manchester.................. 2,500,000 Valparaiso........ ........ 500, 00 
Brunner, Mond & Co......... 400,000| Kingston-on-Hull ... ....--. 400,000 | Middleton............. 400,000 | West Bromwich..........--. 1,000,000 
Cheltenham.......... aan 2,000,000 | Kidderminster...... .-.-.-- 750,000 | Manley, N.S. W............. 100,000 | Willenhall....-. ............ 250,000 
CaANNOS.. 2200-2000 mon wane 200,000 | Kidsgrove..........-......-- 100,000 | Minneapolis, U.S. A..... 750,000 Weston super-Mare.......... 500,000 
Croydon. .... wet eee cece ceenee 1,500,000 | EEE 1,000,000 | Magdeburg...-.. eee fot 300,000 | Waltham.................... 150,000 
en 200,000 King’ DER ccna conuiud ooneees 300,000 Memphis, oS Ee 750,000 Wormwood PANES ciceuvse 300,000 
Rn i cc ee 200,000 | Nottingham i ae OR 1,250,000 | Williamsburg, U.S.A.... 600,000 
Columbus, U.S.A........ 500,000|LQNDON=— j = = | = # — cecccerecceescees 2,500,000 ” ---. 600,000 
Cincinnati, “ ........ 1,500,000 — EE SEBO 2,500,000 | Wellington ............ ..... 150,000 
hs S -1 ece 1,500,000 | The Goslight and Coke Co. : ee EO 2,000,000 oo eee 300,000 
Chicago TS csce «cost E NII. cov nncindescnvenices 1,960,000 6 TIITIETITIT 7) 500/000 | Wheeling, U.S.A... 22... 500,000 
66 m ole 1,000,000 “ eae eS ee ae 2,000,000 cl, Te 
a ahaa oe 1,000,000 Se et FORE NS * 1,250,000 | Newport, U.S.A...... me eee 100,000 
Chemnitz. .... iil oe 1,000,000 M. oe ee geben ees teen 1,250,000 | Newmarket ........ ......... 150,000 een tf S See , 

NO epee er 1,250,000 “ PE Ie Te 1,250,000 | Newark, U.S.A....... _... 680,000 | Windsor, N.S. W............ 100,000 
Colonial Gas Works Co...... 100,000 Ee RR ASR 250,00 | Northfleet...... ............. 200,000 | Wolverton........ .... ...... 100,000 
PR iiss orikdcc axe _.... 300,000 “ OR New York, U.S.A....... 2,000,000 Wellington, a Seamea hae 250,000 
Charlottenburg. ............ 600,000 Be ce eee eae 2,500, 000 | MS ee ee i. 600,000 | Whitchurch.... ............. 175,000 
DS ae Pees 750,000 | Silvertown ‘ieceeeeees okie 000, 000 | Newcastle, N. S. W..... ..... 200,000 | Washington, U. © eee 2,000,000 
Rade ame seats 100,000 | Bromley. .................... 2,000,000 | Numea, ee ED 100,000 | Wallasey .......-...2-. 2.2... 750,000 
ce Re. 500,000 _ eh BPP POMS Pe I 250,000 Riis skuvad. deescecun 150,000 
Dover... .--200--+++---0 +--+ 750,000 MM ” ccuabcee wees el 1,500,000 | Newark................ ..... 350,000 Wurzen...... -+ cece. 200,100 
iotiisaidibicinaies scan SLES AERO 1,500,000 | Oldbury ............-..-..... 500,000 Worcester, U: ere vens 750,000 
Deal a REE 5 200,000 ee RES I OE EES 200,000 | Yeadon.......-.. 2.4. ----... 500,000 
CO ee 500,000 | so ee NE 1,500,000 | Oswestry eee ee ewww ee wee eeee ni 250,000 | Yeovil aeee6e cone cae eee eeeeees 250,000 








SOLE AGENT FOR WESTERN HEMISPHERE, 


GEO. SHEPARD PAGE. 69 WALL STREET, NEW YORK. 
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THE UNITED 
GAS IMPROVEMENT CO. 


| Drexel Building, 














Clee In OT JAIN D PIPTH STREETS, 


PHILADELPHIA, PA. 


OFFICERS : 


WILLIAM W. GIBBS, President. EDWARD C. LEE, See’y and Treas. 


| 
GEORGE PHILLER, Vice-President. | ALEX. C. HUMPHREYS, Gen’! Supt. 
| 
SAM’L T. BODINE, Gen’l Manager. WALTON CLARK, Ass’t Gen'l Supt. 


RANDAL MORGAN, Gen’l Counsel. | H. H. EDGERTON, Chem. and Ene’r. 





DIRECTORS: 


GEORGE PHILLER, HENRY ©. GIBSON, WILLIAM G. WARDEN, 
THOMAS DOLAN, WM. T. CARTER, SAM’L T. BODINE. 


a 


BUILDERS, LESSEES AND PURCHASERS OF 


+GAS WORKS+ 
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ROOTS’ 


GAS = BYE-PASS VALVES. 





GAS V AIL: WE|BYE-PASS VALVE. 


Quick Acting, Automatic Action, 





Simm ple, Reliable 
Hftficient, Durable. Simple, Durable. 
Thousands now in use and giving games sati-faction. Write for Catalogue and Prices. 


ROOTS’ 
— GAS EXHAUSTER. 








THE P.H.& F M ROOTS CO... - CONNERSVILLE IND. 


Ss. S. TOWNSEND, Gen. Agt., 22 Cortlandt St., N. Y. COOKE &_CO., Selling Agts., 22 Cortlandt St., N. Y, 








é 
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CONNELLY & Co., 


SOLE MANUFACTURERS OF THEIR PATENTED SPECIALTIES. 


April 7, 1890 








Saves money, saves labor, and is the most efficient purifying agent ever offered as 


és » 
IRON SPONGE. substitute for lime. Now used in every State in the Union, and purifying daily over 
thirty-fwe million cubic feet. Should be used in every gas works. Its own saving will pay for it many times over. 


AUTOMATIC Has been on the market but three years, and in that time has been introduced more generally 

than any invention ever designed for use in gas works. Over two hundred of them now in 

GOVERNOR. use. Sensitive; reliable; perfectly automatic; reduces leakage; satisfies consumers, and 
gives great relief to the Manager. No gas weuhe is complete without one of these machines. 

STEAM JET Designed particularly for small works Combines Exhaust Tube, Steam Governor 

Gas Compensator, and Bye-Pass Valves in the most compact form possible; occupies 

EXHAUSTER. but little space; uses very little steam; operated by ordinary workmen; saves formation 

of carbon in retorts; increases yield 10 to 15 per cent. Specially adapted for méaing air with oil gas. No work: 

too small to use them profitably. 


Prices given on all our specialties delivered at any point in the United States. Correspondence solicited. 


CONNELLY & CO., No. 111 Broadway, New York City. 











WILBRAHAM GAS EXHAUSTER I, Nohenn os 


CONTRACTORS FOR ERECTING 


COMPLETE STEAM OUTFITS FOR ELECTRIC 
LIGHTING STATIONS. 


Steel Boilers set with Jarvis Pat. Boiler Setting 
To burn COKE SCREENINCS oor Fuei. 
ARMINGTON & SIMS CO. ENGINES, 


Belting direct to Dynamos, without ising Shafting. 


SEND FOR CIRCULARS. 
REFERENCES.—Charlestown Gas & Electric Light Co., Charles 
town, Mass.; Sche ey dy Gas & Electric Light Co., Schenectady 
N. Y.; Broo kline G as Co., Brookline, Mass 


Practical Electric Lighting 


By A. BROMLEY HOLMES, A.M.I.C.E. 








With 87 Illustrations. Third Edition Price, $1.00, 


Electric Light Primer. 


By CHARLES L. LEVEY. 


A simple and conrprehensive Digest of all the most importan 
facts connected with the running of the Dynamo and Electric 
Lights, with Precautions for Safety, etc. 


WILBRAHAM BROS. Price, 50 cents. 
PHILADELPHIA, PA. | A M. CALLENDER & C0., 42 Pine St., N.Y. 


Gasholder Tanks & Gas Works Masonry Complete. 


PLANS PREPARED AND ESTIMATES FURNISHED AT SHORT NOTICE. 


J.-P. WHITTIER, - - 499 Wythe Av., Brooklyn, N. Y. 




















1889 “DIRECTORY 1889 


OF THE GAS LIGHT COMPANIES of the UNITED STATES & CANADA 


Price, : - - = .£8.00. 


A. M. CALLENDER & CO., No. 42 Pine Street, N. Y. City. 
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CHAPMAN VALVE MANUFACTURING CO., <a MFG. C0, 








MANUFACTURERS OF 


Valves and Gates for Gas, Ammonia, Water, Ete. 


Also, Cate Fire Hydrants With and Without Independent tees £>, 
Nozzle Valve. All Work Guaranteed. ‘ 
WORKS & GEN’L OFFICE: TREASURER’S OFFICE: 


Indian Orchard, Mass. 72 Kilby & 112 Milk Sts, Boston, Mass. 





























| Farson’s Steam Blower, cy Sa 
FOR IMPROVING BAD pag Fro gg ae FOR BURNING BREEZE 938 to 954 River Street and 67 to S$ Vail Ave, 


~ARSON’S TAR BURNER, 


FOR UTILIZING COAL TAR AS FUEL. 


PARSON’S AIR JET TUBE CLEANER, 


FOR CLEANING BOILER TUBES. 


These devices are all first-class. They will be sent to any responsible party for trial. No sale 
unless satisfactory. Manufactured by the WATERTOWN STEAM BLOWER COMPANY. 


H. E. PARSON. IN. Supt.. 33 & 33 & 35 Liberty St., | N.Y. 


MILLS: REVERSIBLE LIME TRAY, 


= WOODWORK 


Of Every Description 


0 Re Be, 

















tor, etc., for Gas, Water, Steam, and Oil. 


48 in., outside and inside Screws. Indica- 
Send for Circulars. 


Check Valves, Foot Valves, Yard- 
wash and Fire Hydrants. 


Send for Circulars. 


Hydraulic Main Dip Regulators, also 





Vailves.—Double and Single Gate, } in. to 




















John McLean 
GAS 
VALVES. 


298 Momroe Street, N. Y. 





[j NEEDED BY GAS WORKS. 


SEND FOR CIRCULAR AND PRICE LIST TO 


BARTLETT, HAYWARD & CO., oh 5 eal 


Pratt and Scott Streets, Baltimore, Md. CHURCH'S TRAYS A SPECIALTY. 
































Reversiece-Stroncest-Most Durasie-Most Easity Repaineo. 





ee ee 
GAS & GASOLINE ENGINE The Management of Small 











OPERATED with COAL 
and OTHER MANUFAC: Gas Works. 
a TURED GASES AND 
GASOLINE. pes ¢ 
if RELIABLE AND BY C. J. R. HUMPHREYS. 


ECONOMICAL. ae 
Fully Warranted 











ome “ SY Te 06-310 ELEVENTH AVENUE, NEW YORK. 
: ne En . | 
296.240, Stnslanet, °. Orders to be sent to A. I. CALLENDER & CO., aa aaah ees Queanamer dels eonaiennee 


42 PINE STREET, NEW York. | ; 
A. MacKinnon Machine Co., Agts., 22 Warren St., N.Y. ’ * | REALS SOTED THANE 60TH ‘OARUET, 


THE CLERK GAS ENGINE Co., 


Main Office, 1012, 1014, 1016, 1018 Filbert St., Philadelphia, Pa. 


WM. W. GOODWIN, Prest. EB. STELN, Sec. S. LEWIS JONES, Asst. Sec. A.J. DOTY, Supt. 



















SEERA Sw Ai oe mee 


a 


a age ES 








The utility and convenience of the Gas Engine being no longer an open question, it only remains now for 
intending purchasers to select the BEST. We claim for the CLERK GAS ENGINE that it is equal to any other 
manufactured as regards steadiness in runn ng, simplicity, and ease of keeping in repair, and that it gives the greatest 
amount of power for the least money (both in first cost and expense of running) of :ny engine made. In support of 
this claim we refer to the test of the Gas Engines made under the direction of the American Institute of New York, 
in December, 1885, and heretofore published in these columns. These engines are espovially adapted for continuous 
running under heavy loads, and we can refer to Engines which have run ‘22 hours a day for months at a time 


ee ee SS a 


ee 


os 


Made in Sizes of 56 10. 16" 20. and 25 Horse Power. All Engines Guaranteed for One Year, 


— ene 
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GAS STOVES. GAS METERS. GAS STOVES. _ 


THE AMERICAN METER CO., 


MANUFACTURERS OF 


GAS METERS, 


Station Mieters, 
METER PROVERS, PHOTOMETERS, 


A PRESSURE GAUGES OF ALL KINDS, 


Standard 3 Diaphragm Dry Meter AND Standard 2 Diaphragm Dry Meter. 


Apparatus for Testing the Quantity and Quality of Gases. 


GAS STOVES FOR HEATING AND COOKING 


Sole Agents in the United States for 


Verity’s Patent Gas Fires. 


—— = 














BACK OF GRATE. 














Circulars and Price Lists on Application. 








MANUPACTORIES, 


508 to 514 West Twenty-second St, N. Y. Arch and Twenty-second St., Phila, 
Nos. 244 & 246 North Wells Street, Chicago, Ill. 





AGENCIES, 


No. 177 Elm Street, Cincinnati, Ohio. No. 222 Sutter Street, San Francisco, Cal. 
No. 810 North Second Street, St. Louis, Mo. 





TAS STOVE SHOW ROOMS, No 242 Sixth Avenue, New York City. 
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_RE TORTS . AND FIRE BRICK. 








RETORTS AND FIRE BRICK. 


J. H. CAUTIER & CO.. LACLEDE FIRE BRICK MFG. CO., 


CORNER OF MANUFACTURERS OF 


RETORTS AND FIRE BRICK. 


MANHATTAN 


| FIRE BRICK & ENAMELLED CLAY 
| Retorts, RETORT WORKS 
JERSEY CITY, N.J. | AND 


ST. LOUIS STANDARD SEWER PIPE. ADAM WEBER. 
ete” CLT G68 Ee 
| pe CR ll AND RETORT SETTINGS 
Gas House Tiles, | 901, 905, ana 905 pine streot, | FIRE BRICKS, TILES, ETC., 
Fire Bricks, Etc. Etc. (alee: AP office and Works, 16th Street and Avenue 0.. N. Y. 


ESTABLISHED IN 1845. 





MANUFACTURERS OF 


Clay Gas Retorts, 

















Ground Clay, Fire Brick and | 
Fire Sand in Barrels, B. KREISCHER & SONS, | 


J. H. GAUTIER. Cc. E.GREGORY. C. E. GAUTIER. | 
BROOKLYN 


clay Retort & Fire Brick Works Gas Retorts, 


(EDWARD D. WHITE & CO.) 
ManwineGas House and oher tie. "| TILES, FIRE BRICK. 


VAN DYKE, ELIZABETH, RICHARDS & PARTITION STS. | | 
Office, 88S Van Dyke St., Brooklyn, N. ¥. AND EVERYTHING IN THE FIRE CLAY eel 


OFFICE FOOT OF HOUSTON ST., E.B., N.Y. 











Works, ESTABLISHED 1864.— Office, Rooms 19 & 20, Lewis Block, 


LOCEPORT STATION, PA. J AMES G ARDNER, JR.., PITTSBURGH, PA, P. 0. Box 373. 


Successor to WILLIAM GARDNER c& SON. 


Fire Clay Goods for Gas Works. 


H. A. NORTON, No. 4 CENTRAL STREET, BOSTON, MASS., = for the New seo somo States. 





- = —— — ———— 
cmos GHIGNGO CULAR | 


Retort and Fire Brick Co... 


MANUFACTURERS OF 


Fire Clay Goods of all Kinds, 


AND BEST QUALITY ONLY. 


Regenerative Furnaces & Water Gas Goods. 


~ Parker-Russell BALTIMORE 
Mining and Mfg. Go., RETORT & FIRE BRICK CO, 


CITY OFFICE, 
Mermod-Jaccard Bldg., Rooms 307 & 308, | | MANUFACTORY AT 


Broadway & Locust St., St. Louis. Mo. LOCUST POINT, BALTIMORE, MD. 





PROPRIETORS OF THE 


45th St., Clark to La Salle, Chicago. | 
AKHILL GAS RETORT & FIRE BRICK W ' 
. immense wobec hehe me RWS Clay Retorts, Blocks & Tiles 

GEPOULD'S IMPROVED RETORT CEMENT. 


the manufacture of 
A Cement for patching retorts, putting ou mouthpieces, and Materials for Gas Companies FIRE BRICK, FIRE CLAY, 
or use. Economic and thorough in its work. Fully warranted | “rts are made to stand changes cf temperature, tie strongest A ND FIRE CEM E NT. 
heats of the furnace, and the abrasion of feeding and emptying. 


We have the exclusive Agency for the West of the celebrated | Red and Buff Ornamental Tiles and Chim. 
ney Tops. Drain and Sewer Pipe (from 
2 to 30 imches), Baker Oven Tiles 
12x12x2 and 10x 10x2. 





making up all bench-work joints. This Cement is mixed ready | we have studied and perfected three important points. Our re- 


o stick. For recommendations and price list address 


C.L. GHROULD & CO.,| Kloenne-Bredel Full Depth and | 
; Semi-Recuperator Benches, 


5 & 7 Skillman St., Brooklyn, N. Y. And also furnish and build 


WALDO BROS., 88 WATER ST., BOSTON, MASS 


annie Agente the Yew Enviand “tutea. 


‘our Own Styles Semi-Recuperator Furnaces 


Western Agent, H. T. GEROULD, Mendota, Dl. | for the use of Coal or Coke as fuel. 


Boston Fire Brick Works “Gas Retorts and Settings 


Under the Personal Supervision of IMR. GEO. CC. HICES late of Chicago. 














Fire Clay Goods of all kinds. _ Akron Sewer Pipe, Lime, Cement, etc. -Agts. for the Arc Gas Lamp & Governing Gas Burners. 


Send for Circulars and Prices to 


FISKE, COLEMAN & CO., Managers, No, 62 Congress Street, Boston, Mass, 


THOS. SMITH, Prest. AuGuUST LAMBLA, Vice-Prest. & Supt. 
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HENRY MAURER & $0, RIND. BREDEL, 


a | 
O 
Ww 








ReTORT WORKS Prontion and Euuigment of Gas Works 
Clay Gas Ketorts, SOLE PROPRIETOR OF THE 


BENCH SETTINGS, EBLOENNE PATENTS 
Fire Brick, Tiles, Etc. FOR NORTH AMERICA 


FLEMMING’S| 


eisiiiidiniiaiin wD ERATIVE FURNACES. 


(900 Retorts are now fired in America by the Kloenne-Brede! System.) 








SHLE-SHALIN GS MOoOvUTHPIBECES. 
(Over 800 Now in Use.) 


Standard Condensers. Washer-Scrubbers. 
TAR WASHERS FOR WATER GAS PLANTS. 


(In use in the works of the Chicago Gas Lt. Co.) 


GASHOLDERS. 


Bredel’s Automatic Gas Governor. 


Refers, by permission, to Mr. Eugene Vanderpool, Newark, N. J.; Mr 
E. G. Cowdery, Milwaukee, Wis.; and Mr. Theo. Forstall, Chicago, Ills 


_ For further infomation, address 


tition | Soe. Re BIL,, 


J. H. GAUTIER & CO., - Jersey City, N. J. 'No. 208 East Seventeenth Street, N. Y. City. 


Address as above, or D. D. FLEMMING, Jersey City, N. J. 











SELLING DEPARTMENT IN THE 


UNITED STATES. 


New York, {7 Cortlandt St. 7 

Boston, Hathaway Building, | Westinghouse, 
Pittsburgh, Westinghouse Build’g, | Certh, kerr 
Chicago, 156, 158 Lake St, = 


Philadelphia, — 608 Chestnut St. M. R. Muckle, Jr, & Co, 


ST. LOUIS, 
511 NORTH FOURTH ST., 
Westinghouse, Church, Kerr & Co. 


Salt Lake City, 259 §. Main St. ) Utah & Montana 
Butte, Mont. —,, Granite St. { Machinery Co, 


San Francisco, 2{, 23 Fremont Street, Parke & Lacy Co. 
Portland, Or. 33, 35. Front St. Parke & Lacy Meh. Co, 


Charlotte, N. C.36 College St. 1 the 
Atlanta, Ga. 45 8. Prior St. § 


SEND FOR ILLUSTRATED CATALOGUES, Dallas, Tex. Keating Imp. & Machine Co, 
. _ Chattanooga, Tenn., C. B. James & Co, 


Newhigying’s Handbook for Cas Engineers al Managers 


The present (the fifth) edition marks an important advance on those that have gone before. dol, 
additions have been made to the text, and much of it has been re-written and otherwise improved. It extends to 
524 pages, and contains 193 illustrations. Price, Cloth, $6.00. 


A. M. CALLENDER & CO, - - - ~- No, 42 Pine Street, N. Y. City. 


Condensing or 
Co Ki PO U ti (3 Non-Condensing, 
16 SIZES, 5 to 500 H. P. 
Not yet equaled by any form of Engine for 
HIGH FUEL DU TY 1 AND S/MPLICI TY. 
‘13 Sizes in Stock. 


STANDARD ° 2103" 





3000 in use inal all parts of the Civilized World. 


TRS 6 Sizes in Stock, 
JUNIOR 5t0.50 H. P. 
An Automatic Engine cheaper than a Slide Valve, 
Wet Buict. Economical. * REUABLE, 


Over 300 Sold the Pirst Year, 
~All the al above built strictly to Gauge with 
INTERCHANGEABLE PARTS. 


REPAIRS CABBIED IN STOCK. D, A. Tompkins Co, 


TheWestinghouseMachineCo| 
PITTSBURGH, PA.U.S.A. 


ENGINES 
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GAS AND WATER PIPES. 


GAS AND WATER PIPES. 


ENGINEERS. 





SAM’L R. SHIPLEY, Pre». JAS. P. MICHELLON, Sec. 
BENRY B. CHEW, Tre WM. SEXTON, Supt. 


i, 00CB Sa mi eN Wop» 








Cast Iron bas Wau Pies ot vara Fi irra Grasholders. &¢. 


Office, Rooms 61 and 63 Bullitt Building, 131 8. 4th St., Phila., Pa. 


WARREN FOUNDRY AND MACHINE CO., 


Established 1856. 














Works at Phillipsburgh. N. J. 
New York Office, 160 Broadway. 


SAO CAST IRON WATER AND GAS PIPE, 


FROM TWO TO FORTY-EIGHT INCHES DIAMETER. ALSO, ALL SIZES OF 


Flange Pipe for Sugar House and Mine Work. Branches, Bends, Retorts, etc., etc. 








DENNIS LONG & COMPANY, 


Bop. LOUISVILLE, KY, 








Manufacture Exclusively 


CAST IRON GAS & WATER PIPE & SPECIAL CASTINGS 


OF ALI SIZES. 


Kine’ Ss Treatise « on 1 Coal Cas. 














A sian arc text-book for the Engineers and Managers of Gas Works, and for all who are concerned 
or take an interest in the manufacture and distribution of Coal Gas, and in the utilization of the 
Secondary Products resulting thereform ; treating also of the Gas Engine, and of Gas Cooking and 
Heating Appiiances. 


In 3 Vols. Price per Voi., $10. Sold either by Volume or in Sets. 


AM. CALLLENDER & CO., 42 Pine St.. N. Y. 





P. D. WANNER, Chairman. A. H. MELLERT, Mangr. of Wks. 
R. B. KINSEY, Secretary. F. A. KNOPP, Treasurer, 


MELLERT FOUNDRY & MACHINE CO. Ltd. 
and READING FOUNDRY CO., Ltd. 


aye eeninnane Pa. 





Specials—Flange Pipe, Valves and Hydrants 
Lamp Posts, Retorts, etc. 


General Foundry and Machine Work. 
JOHN FOX, Selling Agent. 160 Broadway, N. Y. 


THE OHIO PIPE COMPANY, 


MANUFACTURERS OF 


Cast Iron Gas & Water Pipe, 


BRANCH AND SPECIAL CASTINGS. 


Gas-House Bench Castings, Hydraulics, Lamp Posts, Flange Pipe 
and Specials, Architectural Castings, Building Columns, 
Joists, Cellar Grates, Sash Weights, etc. 








GENERAL FOUNDERS AND MACHINISTS. 
Columbus, Chio. 


M. J. DRUMMOND, 


SPECIAL CASTINGS AND LAMP POSTS. 
Ofice, Corbin Building, 192 Broadway, N.Y. 


EMAUS PIPE FOUNDRY. 


DONALDSON IRON COMPANY. EMAUS, PA. 


MANUFACTURERS OF 

















-| CAST IRON PIPE AND SPECIAL CASTINGS 


FOR WATER AND GAS. 


JOS. R. THOMAS, 


No. 42 Pine Street, N.Y. City. 
CONSULTING AND CONSTRUCTING 


Gas Engineer and Contractor. 


PLANS, SPECIFICATIONS, AND ESTIMATES 
: FURNISHED. 











Contracts taken for all Appliances 
required at a Cas Works, 
Either for New Works or Extensions to Old Plants. 


WM. MOONEY 


. (Successor to WM. FARMER) 





-| No. 94 Liberty St., N Y. City. 


GAS ENGINEER AND CONTRACTOR FOR THE ERECTION 
OF GAS WORKS, OR APPARATUS OF ANY 
CAPACITY. 


Plans and Specifications Furnished. 


WM. GARDNER, 


Cas Engineer, 








Lewis Block, Room 20, Pittsburgh, Pa. 


Those who intend to make alterations in existing gas plants, or 
who contemplate the erection of new works, will find it to their 
loterest to open correspondence with the above. Plans mad 
and estimates:furnished, 
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BARTLETT, HAYWARD & CO. 


tie gel RAC. 
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Triple Double, & Single-Lift 


GASHOLDERS. 


PURIFIERS. 


CONDENSERS. 
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(TO Holder Tanks. ats : Sisco et Scrubbers. 
roor Frames. 3 fe BENCH cas 
Cirders. = ol STORAGE TANKS, 

BEAMS. Boilers. 


The Wilkinson | "Water ‘es Process. 


THIRTY-CANDLE, NON-CONDENSABLE, FIXED GAS. THE MOST SUCCESSFUL GAS PROCESS IN OPERATION. 


Munich Regenerative Furnace, System Drs. Schilling & Bunte. 


HAZEL TON BOILERS. 
Gas Works Designed and Constructed. 


Pascal Iron Works. ©s™szus*<° Delaware Iron Works. 


MORRIS, TASKER & CO.. 


INCORPORATED. 
OFFICE, 224 SOUTH THIRD STREET, - - PHILADELPHIA, PA. 


* CONTRACTORS, BUILDERS, AND MANUFACTURERS OF 


Gas, Water & Sugar Works 


TaN TTVV TR OOOAAAAID PXXXXEN 
Bench Castings. ee a me Nes 8 Iron Roofs. 
KLAL awa av i y 








Condensers. Street Stops, 
Scrubbers. Valves, etc. 
Purifiers. Stand-Pipes. 
Hyd. Carriages. Water & Oil 





Iron Floors, Tanks, all Sizes. 


Single, Double, and Triple-Lift Cas Holders. 
SELF-SEALING RETORT LIDS. STAMPED STEEL RETORT LIDS. 


Locomotive Water Columns, Filters, etc. Boiler Tubes, Wrought Iron Pipe & Fittings 
Plans, Specifications and Estimates for al] kinds of Machinery furnished on application. 


























i Ry Ge > 
























sree 


sala: 
ee re 


be RRS Faia mia 






gta. “An 
7 See, am, 











wns teatnnesanal Gas ee Journal. . Rs nes 7, 1990 











Foundries & Works, Engineers, 
MILLVILLE, FLORENCE, iron Founders, 
and CAMDEN, N. J. 6 ana 


Machinists. 


400 Chestnut St., PHILADELPHIA, PA. 


MANUFACTURERS OF 


CAST IRON PIPH 


Gas Holders. 


SINGLE, DOUBLE, AND TRIPLE Lives, WITH 
OR WITHOUT WROUGHT IRON 
OR STEEL TANKS. 


PURIFIERS, CONDENSERS. 


<< NG 


ae 





Va STs 


. 


~~ 
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BENCH WOR EK. 


q | 


OL 


lron Hoors and Roofs, Plate Girders. 


Heavy Loam Casting. 
wei 
I HYDRAULIC WORK. 





Lamp Paik: Vv ineains Ete. 





SMITH & SAYRE MFG. ‘COMPANY, 


G. G. PORTER, Prest. 245 Broadway, N. , # CHAS. W. ISBELL, Sec’y. 


Machinery & Anparatas tor Gas Works 


Drawings, Plans, and Estimates Furnished tor the Improvement, Exten- 
sion, or Alteration of Gas Works, or for the 
Construction of New Works. 


Mackenzie’s Patent Rotary and Steam Jet Gas Exhausters, Governors, Compensators, 


oO 


Condensers, Washers, Scrubbers. Isbell’s Patent Automatic Street Pressure Governor, ™ ma |) 1 mn 
Gas and Water Valves, Hydraulic Main Dip Regulator, Bench Oastings, etc. Purifying ee a 


Porenr and “Standart” Sernhhers Tehall’e Patant Salf.Saaline Retort Dax 





THE BRENNER SELF-SEALING RETORT DOOR. 


Simple, Strong, and Durable. 
CLOSES ABSOLUTELY TIGHT & IS LOCKED BY ACAM LEVER. ALL NECESSARY ADJUSTMENT FOR WEAR PROVIDED. 


BUILT BY 


_ SMITH & SAYRE MPG, CO, 


. 245 Broadway, = = = = New York City. 


WILLIAM B. LUNDIE, Superintendent of the 42d Street Station of the Consolidated Gas 
Company, of New York, writes, under date of Jan. 4, 1889: 
‘** We have 320 Brenner Self-Sealing Lids in use at this Station, built by the Smith & Sayre 


mos lo Mfg. Co. They require very little attention, and are the best of the kind that I have seen, giving 
Brenner Self-Sealing Retort Deor. entire satisfaction.” 
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GAS WORKS APPARATUS AND CONSTRUCTION. GAS WORKS APPARATUS AND CONSTRUCTION. 








JAMES R, FLOYD & SONS, CONTINENTAL IRON WORKS. 


(SUCCESSORS TO HERRING & FLOYD) Tues. F. ROWLAND, Prest. WARREN E. HILL and Citas. H. CORBETT, V-Prests. THOS. F. ROWLAND, JK., Sec. & IT 


Oregon Iron Works, 332s, ~—i*®.«CO. Station G., BROOKLYN, N.Y. 
W. 20th & 2st. Sts., bet. 10th & llth Avs., E eee “s ft ENGINEERS AND MANUFACTURERS OF 
NEW YORK CITY. ah | Gas Fiolders 


f ; CONDENSERS, SCRUBBERS, VALVES, 
ee ee PURIFIERS, SELF-SEALING RETORT LIDS 


weg ig lang OF | of teepeatoarya 
And all other articles connected with the man- 


ufacture and distribution of Gas. 
H. RANSHAW, Prest. & Mangr. WM. STACEY, Vice-Prest. T. H. BIRCH, Asst. Mangr. R. J. TARVIN, Sec. & Treas. 
MANUFACTURERS OF 


All Kinds of Al and STACEY MEG. CO., 
General Ironwork 


one _ Single and Telescopic Gasholders, 


Bench Castings, Regenerative and Half IRON ROOFS, BRIDGES, LAMP POSTS, 
Regenerative Furnace Castings. 


Condensers, Scrubbers, Purifiers, WWater and Oil Tanks, Coal Elevator Cars, 
Street Drips and Connections, 
iaeake COKE CRUSHERS, BENCH CASTINGS, 
Hydraulic Hoisting Purifier Carriage, 















And all kinds of Wrought and Cast Iron Work used in the erection of Coal and Oil Gas Works 








Self-Sealing Retort Lids, Improved Rolling Mill Machinery and Heavy Castings a Specialty. 
Valve Stand and Indicator, Foundry: Wrought Iron Works: 
Seller’s Cement. 83, 35, 37 & 39 Mill Street. 16, 18, 20, 22, 24 & 26 Ramsey Street; 
Plans, Specifications, and Estimates furnished for Construction 
of New or Alteration of Old Works | SROLMNeAath, Onio. 
| 
Banton amndry Ch, | 18. ‘DEIL Y & FO Ww Lik, 1889 
a 
Laurel Iron Works. 
FOUNDERS AND MACHINISTS, © 2 
Address, No. 39 Lawrel Street, Philadelphia, Pa. 
CHICAGO, ILL. BUILDERS OF 
Gas Works Apparatus, GASHoOoOLDERS., 
PURIFIERS, CONDENSERS, Single and Telescopic. 
EXolders Built 1884 to 188s, Inclusive: 
Bench V V or kz Newport, R. I. Long Island City, N.Y. Port Chester, N. Y. Malden, Mass. West Chester, Pa. (2d 
Pe ae ay ) Macon, Ga. ee ees mM. Se a Ky. Lancaster, Pa. (3d) 
Allegheny, Pa, (2d. York, Pa. Salem, N. J (3d) Norwich, Conon. Tac ‘ny, Pa. (two) 
SPECIALS LAMP POSTS Atlanta, Ga. (2d.) Chester, Pa. Omaha, Neb. (2d) Seattle, W. T. Mount Vernon, N. Y. 
3 ’ N.Y.City (Central Gas Co)Hazleton, Pa. (2d.) Lynn, Mass. (24) San Diego, Cal. Binghamton, N. Y. 
Lynchburg, Va. (2d.) Statea + meg . , * Little Rock, Ark. Northern Gas Lt. Co., of Coneord, N. H. 
Bog Cc FF uu eB a =} a =} FR Kamp, * Saylesville, R. I. Saugerties, N Irvington, N. Y. New York. N. Y. Dover, Del. (2d) 
poe pet Lf 3 Clinton, Mass. Mills)South Boston, Mass. Westerly, R. I. Calais, Me. 
Atlantic City, N. J. Chattanooga, Tenn. Rye, N. Y. (2) Willimantic, Conn New London, Conn. (2d) 
Iron Roofs and Floors. Augusta, Ga. Galveston, Texas. (34.) Woodstock, Ont. Montclair, N. J. West Chester, N. Y. 
de Mes oe ae re) oe Waltham, Mass. (2) Omaha, Neb. Malden, Mass. Attleboro, Mass. Bay Shore, L. I. 
Plans and Estimates furnished for new works or extensions of Mahanoy City, Pa. Fort Plain, N. Y. Staten Island, N. Y. (2d) ag Cruz, Cal. Ww ashington, D.C. 
old works. New Castle, Pa. Brunswick, Ga. Woodstock, Ont. Erie, Pa. (2d) 








WM. HENRY WHITE, 
No. 32 Pine Street, - - - New YorkE City. 


ENGINEER AND CONTRACTOR FOR THE 


Erection and Extension of Gas, Water, and Electric Light Works. 


SOLE REPRESENTATIVE OF THE 


McILHENNY REGENERATOR FURNACE PATENTS 
And the Martin Water Gas Process. 


Edison Incandescent and American Arc Electric Light +lants Installed. 


Correspondence with Gas Companies contemplating extending or improving their Plant: respectfully invited. 
Plans and Estimates Furnished. 
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GAS COALS, CANNEL COALS. GAS ENRICHERS. 





wosprms Sos Ee EE TINSS BG CO’, © = sevens 
228 & 229 Produce H=xchange, New Yor eE. 


Cable Address, ‘‘ PERKINS, NEW YORK.” Post Office Box 3695, New York. 
CENERAL SALES ACENTS FOR 


The Youghiogheny River Coal Company’s 


OCEAN MINE YOUGHIOGHENY GAS COAL. 


EOnw. W. LL. SCOTT, Prest. M. H. TAYLOR, Vice-FPrest. 


This Colliery is located at SCOTT HAVEN, PA., in the center of the Youghiogheny Gas Coal District, and produces 
the ONLY RELIABLE YOUGHIOGHENY COAL for gas purposes, (See Map on p. 87 of this Journat, Feb. 16, ’85.) 


POINTS OF SHIPMENT, 


Locust Point, BALTIMORE. Pier No. oun PHILADELPHIA. 








Also, SOLE ACENTS for the 


BRECKENRIDGE CANN EL, 


OF BENTUCHY. 


Within the past two years we have delivered this Cannel t) over ONE HUNDRED COMPANIES IN THIRTY. 
THREE DIFFERENT STATES, and it is now in use in some of the large Gas Works 


On the Continent and in South America, 


where it successfully competes with the Australian Shale. It is the ONLY AMERICAN GAS CANNEL of sufficiently 
high grade to warrant EXPORTATION TO EUROPE AND SOUTH AMERICA, and it is the only economical substi. 
tute for OIL OR NAPHTHA. ONE GROSS TON will produce 


Wi erahraaaa Sa 00 a | 750,000 Candle Feet of Gas, and 26 Bushels 
, of merchantable Coke weighing 900 Pounds 


or 15,000 . . 50 - ". 

This is the ONLY GAS CANNEL that will produce a REALLY MERCHANTABLE COKE. It can be delivered 
in parcels of one carload or more to any point in the United States or Canada. Cargo shipments of any size 
required can be made from NEW YORK, PHILADELPHIA, BALTIMORE, or NEWPORT NEWS. Samples will 
be sent and particulars of price, etc., forwarded upon application to above address. 
= 


J AMES & WILLIAM WOOD, ‘The Standard Oil Company, 


REFINERS OF 














Gas and Gannel Goal Contractors, NAPTHA AND GASOLINES, 
Ne. 40 St. Enoch Sq., Glasgow. No. 2 Talbot Court, London. | a 
Proprietors of the BATHVILLE COLLIERIES (which produce the laa “Sta 


FOR ENRICHING COAL CAS. 
Correspondence solicited. 
| No. 43 Euclid Avenue, Cleveland, Ohio. 


celebrated BOGHEAD CANNEL), Shields, Shieldmuir, Drumpeller, and | 
other Collieries. This Firm offer | 


STANDARD CANNELS, 


Unequaled as Gas Enrichers. | To Gas Companies. 
Also, WEST FAIRMONT GAS COAL, of W.Va. 7° inter s stated premure. send for sample" 


° ° . . . ° Also, SERVICE CLEANERS, DRIP PUMPS, and STREET 
Analyses, prices, and all furtber information furnished on application to MAIN PROVING APPARATUS. 








Agency for U.S, Room 70, Nos, 2& 4Stone St, N.Y.C.ty. *" a Un seces, rane, re. 
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COKE CRUSHERS. 


GAS COALS. GAS COALS. 





Newburgh Orrel Coal and Coke Co 


MINERS AND SHIPPERS OF 


STEAM, SMITHING, AND GAS COALS, 


Foundry and Crushed Coke. 


Home Office, 33 8, Gay Street, Baltimore, Ma. 


J. HARRY LEE, President. 


Shipping Wharves, Locust Point, Baltimore. 


The Despard Gas Coal Co., 











MINERS AND SHIPPERS OF 


DESPARD GAS COAL, 


AND MANUFACTURERS OF 


COKE. 


MINES, Clarksburg, Harrison Co., W. Va. 
WHARVES, Locust Point, Baltimore, Md. 


OFFICE, 225 E. German St., “ «“ 


ROUSSEL & HICKS, BANGS & HORTON, 


71 Broadway, N. Y¥. AGENT. 60 Congress8t., Boston. 














Keller's Adjustable Coke Crasher 


SIMPLE, STRONG, AND DURABLE. 
0. M, Keller, sec. & supt. Gas Lt.& Coke Co. Columbus, Ind 
Correspondence Solicited. 











King’s Treatise on Coal Cas, 


The most complete work on Coal Gas ever published. 


Three Vois. Bound, $30. 








_—____________4 


‘BOOKS. 


DISTILLATION OF COAL TAR AND 
AMMONIACAL LIQUOR. 
By Grornez Lunar. Price $12.50. 


A TREATISE ON THE COMPARATIVE 
COMMERCIAL VALUES OF GAS 
COALS AND CANNELS. 

By Davm A. Granam. 8vo., Cloth. Price $3. 


Orders for these books may be sent to this office. 
A, M. CALLENDER & ©CO., 
42 Ping 6t., N. Y. OwyY 











1-4; 


ae 
PENN GAS COAL CO. 


OFFER THEIR 


Coal, Carefully Screened & Prepared for Gas Purposes 








Their Property is located in the Youghiogheny Coal Basin, near Irwin and Penn Stations on th: 
Pennsylvania Railroad, and on the Youghiogheny River. 


Principal Office: 


209 SOUTH THIRD STREET, PHILA., PA. 


Points of Shipment: 


Pennsylvania Railroad Piers; Greenwich*Wharves, Delaware 
River; Pier No. 1 (Lower Side), South Amboy, N. J. 


Chesapeake & Ohio Railway Coal Agency, 


FOR THE SALE OF THE 


Superior Kanawha Gas Coals, Cannelton Cannel, 


Also, SPLINT AND STEAM COALS 
From the Kanawha and New River Regions, on the line of the Chesapeake & Ohio R’way. 


C. B. ORCUTT, General Agent, - - No. 1 Broacway (Room 217) New York City. 


FRANCIS H. JACKSON, Prest EDMUND HB. MCCULLOUGH, V.-Prest. 











CHAS. F. GODSHALL, Treas. H. C. ADAMS, Sec. 


THE WESTMORELAND COAL CO. 


Chartered 1854. 


Mines situated on the Pennsylvania and the Baltimore 
and Ohio Railroads, in Westmoreland County, Penn. 


POINTS OF SHIPMENT: 


PHILADELPHIA, BALTIMORE, SOUTH AMBOY, N. J., 
WATKINS (SENECA LAKE), N. Y. 





Since the commencement of operations by this Company its well-known 


— | Coal has been largely used by the Gas Companies of New England and the 


Middle States, and its character is established as having no superior in gas- 
giving qualities, and in freedom from sulphur and other impurities. 


Principal Office, 224 South 3d | 3d St.. Phila., Pa. 


The American Gas Engineer 
and Superintendents Handbook. 


By WILLIAM MOoOoonety. 


Consisting of Rules, Reference Tables, and Original Matter 
Pertaining to the Manufacture, Manipulation, and 
Distribution of Illuminating Gas. 




















350 Pages, Full Cilt Morroco. $3.00. 


A. M. CALLENDER & CO., 42 Pine St., N. Y. 




















































| 530 American Gas Light Journal. April 7, 1890. 


| JOHN J, GRIFFIN & CO., 











Nos. 1513, 1515, 1517 & 1519 Race Street, PHILADELPHIA. 
52 Dey St., NEW YORK. 75 N. Clinton St., «rep. x. Persons, Mangr.) CHICAGO. 


MANUFACTURERS OF 


») METERS FOR MEASURING GAS 


IN ANY WOLUME. 


a A APPARATUS FOR QUANTITATIVE AND QUALITATIVE NALYSIS 


Careful and Prompt Attention paid to Repairing of all kinds of Meters and Apparatus. 
Estimates Cheerfully Furnished. 


IN ATTEAMN ISI. TOR Ls, 


No. 153 Franklin Street, Boston, Mass., 


MANUFACTURER OF ¢C 


DRWYW GAS METERS. 
Station Meters of any Capacity. 


WI 














uw Test and Experimental Meters, Pressure Registers, Pressure Gauges, Ce: 
ans Wieden. Pressure and Vacuum Gauges. 
Pn ym etn METER PROVERS, PHOTOMETERS, STREET LANTERNS, ETC., ETC. e 
is enabled 1o furnish reliable work 





and answer orders promptly. Patent Cluster Lanterns for Street Tllumination. 


: BELL & JONES, 8, LEWIS JONES 


No. 12 North Ninth Street, Philadelphia, Pa. Works at Royersford, Pa. q 


MANUFACTURERS OF 


GAS METERS, STATION AND EXPERIMENTAL METERS, 


Meter Provers, Pressure Gauges, and All Other Gas Appliances in Our Line. 
WE REPAIR ALL KINDS AND MAKES OF METERS, AND THE WORK GUARANTEED. Sti 


High Pressure Meters for Natural Gas, in Iron Cases, guaranteed to stand 300 lbs. Pressure. 
Gas Cooking and Heating Stoves, Hot Plates, Cake Griddles, Waffle Bakers, Boiling 
Stoves, Laundry and Tailors’ Iron Heaters. Hotel and Cafe Ranges a Specialty. 


Correspondence Solicited. Estimates Furnished. WN 








\ 


HAROLD J. BELL. 











A. HARRIS. E L. UARRIS. J. A. HARRIS. 
BEstablished 18409. 


HARRIS BROS. & CO., | - 


Twelfth and Brown Streets, Philadelphia. 


Manufacturers of Wet and fjry fas Meters, F< 


STATION METERS, METER PROVERS, 


EXPERIMENTAL METERS, SHOW OR GLAZED METEBS, ST 
Pressure and Vacuum Registers, Cauges, Photometers, Drip and Bell Pumps, Etc., Etc. 


PROMPT ATTENTION GIVEN TO ALL ORDERS. METERS THOROUGHLY REPAIRED. ESTIMATES FURNISHED FOR 
STATION METERS OF ALL SIZES. CORRESPONDENCE SOLICITED. 


Sp 
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(GAS ™M ET ERS. GAS METERS. GAS METERS. 
GEO. J. MCGOURKEY, Prest. WM. H. McFADDEN, Vice-Prest. (Phila.) WM. N. MILSTED, Gen. Supt. and Treas. (New York). WM. H. DOWN, Sec. 
WET AND DRY GAS METERS. PRESSURE REGISTERS. METER PROVERS. 
STATION METERS. PRESSURE & VACUUM REGISTERS. PORTABLE TEST METERS. 
EXHAUSTER GOVERNORS. PRESSURE & VACUUM GAUGES. EXPERIMENTAL METERS. 
DRY CENTER VALVES. CRESSON GAS REGULATORS. AMMONIA TEST METERS. 
GOVERNORS FOR GAS WORKS. MARSLAND WATER METERS. BAR & JET PHOTOMETERS. 
Manufactorics: | GSAS STOVES. ( ' ef aa 
SUG@’ TANDARD” ARGAND BURNERS, | 177 Eim Street, Cincinaat, 
512 West 22d St., N.Y. | SUGGS “S —— > | 244 & 246 N. Wells Street, Chicago. 
r SUGG’S ILLUMINATING POWER METER, | S10 North Second Street, St. Louis. 


Arch & 22d Sts., Phila. Wet Meters, with Lizar’s “Invariable Measuring” Drum. | 222 Sutter Street, San Francisco. 











EEL ME & MeceiLHENN YY, 


(Established 1848.) 


CAS METER MANUFACTURERS, 


Nos. 1339 to 1349 Cherry Street, Philadelphia, Pa., 
WET AND DRY GAS METERS, STATION METERS, EXPERIMENTAL METERS, METER PROVERS, 


Center Seals, Pressure Registers, Governors, Indicators, Photometers, and all other kinds of Apparatus for use in Gas Works. 
FOULIS’ PATENT STATION AND DISTRICT GOVERNORS. 
REPAIRING DEPARTMENT.—We employ a special force of skilled workmen repairing meters of all makers. 





a 





WM. WALLACE GOODWIN, President and Treasurer. E. STEIN, Vice-President, H. B. GOODWIN, Secretary and Superintendent 


THE GOODWIN GAS STOVE AND METER CO, 


Successors to WW. WW. GOoOonrDowiIn ck CO. 


1012, 1014 and 1016 Filbert St. Phila., Pa. 142 Chambers St., New York City. 16 Dearborn, St., Chicago, lils 
WALDO BROTHERS, Agents, 88 Water Streets, Boston, Mass. 


MANUFACTURERS OF 


DEY AND WET GAS METERS, 


Station Meters (square, cylinanical, or in staves), Glazed Meters, King’s and Sugg’s Experimental Meters, Lamp Post Meters, etc., etc. Meter 
Provers (sizes 2, 5, and 10 feet), Pressure Gauges of all kinds, Pressure Registers, Pressure and Vacuum Registers, Pressure Indicators 
- (sizes 4, 6, and 9 inch), King’s Pressure and Vacuum Gauges, Dry and Wet Center Seals, Dry and Wet Governors, Exhauster 
Governors, Photometers of all descriptions. Letheby’s Sulphur and Ammonia Test Apparatus complete. Also, Testing 
and Chemical Apparatus of all kinds, and of the most perfect description, for all purposes relating to Gas. 


Moenuufacturers of the “SUN DIAL” GAS STOVES, for Cooking and Heating. 


Coodwin’s Improved Lowe’s Jet Photometer. Agents for Bray’s Patent Cas Burners and Lanterns. 
Special attention to Repairs of Meters and all Apparatus connected with the business. All work guaranteed first-class in every particular. Orders filled promptly. 
G. B. EDWARDS, Manager, New York. S. S. STRATTON, Manager, Chicago. 


D. MCDONALD & CO., 
GAS METER MANUFACTURERS. 


(Hstablished 1854.) 
51 Lancaster St., Albany,N. Y. 34 & 36 West Monroe S8t., Chicago, Ill. 
STATION METERS, EXPERIMENTAL METERS, METER PROVERS, PRESSURE & VACUUM REGISTERS, PRESSURE GAUGES, ETO 
Alsao STAR GAS STOVES, RANGES, and HEATING STOVES. 





We use only the very best materials, and employ the most skilled labor, and by our long experience (32 years) and personal supervision of every detail, we 
(vel justified in assuring the public that our goods will give perfect satisfaction. Every Meter emanating from our establishment will bear the State Inspector's 
“apex, and will be fully warranted by us. Our Annual and Calendar will be sent to Gas Companies upon application, 
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GAS INTO POW HER, 


OTTO GAS ENGINE. 


CAS POWER.—A Source of Revenue to Gas Companies ready to engage in Electric Lighting, building of 
Water Works, Electric Street Railways, ete. 

Coal for producing Cas is less in amount than that for producing Steam, both being measured on an 
equal amount of work performed. And, further, with Gas, 


SO to 90 per Cent. of Value of Coal is Returned 


by sale of-Coke and Tar, according to the market value of these products. 





Labor for handling fuel is reduced, by its becoming centralized and confined to the gas bouse, and frequently 
has not increased after the addition of a power station. 
With Gas Power, cost of fuel is strictly limited to the time of use. 


MANY VALUABLE SIZES, 
AND RECENT I-3 to 100 
IMPROVEMENTS. HORSE POWER. 





Wherever Cas Companies tried Cas Power with Steam Power together in one Station, the use of 
Steam was subsequently abandoned or restricted, and Cas Power made to take its place. 


Where Gas Companies adopt Gas Power for Electric Plants, Water Works, Sewerage, etc., they not only 
choose the most economical power tor their use, but secure to themselves the numerous advantages of increased 
production, without increase of expense, and benefit thereby their entire manufacture. They induce consumers, by 
their example, to abandon Steam for Gas Power, and, by establishing special rates, make 


Gas Power the Leading Power ofr To-Day, 
AND SOLVE AT ONCE THE QUESTION OF FUEL GAS. 


“Otto Gas Engine Works,” 


SCHLEICHER, SCHUM™M & CO., 
151 Monroe St. (Kent Building), Chicago. 33d & Walnut Sts., Phila. 


NEW YORK AGENCY, 18 VESEY STREET. 
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